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PREFACE 

Most of the preventable losses in the engine rooms of steam 
power plants occur in connection with the auxiliary equipment. 
Generally speaking, there is not a great deal that the operating 
engineer can do to increase the efficiencies of the prime movers 
— ^the turbines or engines. It is al^ a fact that, as a rule, 
the prime movers in a plant give relatively little trouble and 
involve relatively Uttle maintenance expense. Most of the 
trouble and maintenance expense is due to the auxiliaries. 
Thus, it follows that, in a sense, the auxiUary equipment com- 
prises the most important part of that portion of the power- 
plant equipment which transforms the heat in the steam into 
power. 

Hence, in this book, it has been the endeavor to give such 
data as will enable the operator to select, and properly install, 
auxiliary equipment which will insure the generation of power 
at the least cost. Furthermore — and quite as important — it 
has been the aim to provide the information whereby this auxil- 
iary equipment can be so operated and maintained that its 
preventable losses will be a minimum and that its up-keep 
expense will be as small as is feasible. 

Drawings for all of the 411 illustrations were made especially 
for this work. It has been the endeavor so to design and 
render these pictures that they will convey the desired infor- 
mation with a minimum of supplementary discussion. 

Throughout the text, principles which are presented are 
explained with descriptive expositions or with worked-out 
arithmetical examples. At the end of each of the 13 divisions 
there are questions to be answered and, where justified, 
problems to be solved by the reader. These questions and 
problems are based on the text matter in the division just 
preceding. If the reader can answer the questions and 
solve the problems, he then must be conversant with the sub- 
ject matter of the division. Detail solutions to all of the 
problems are printed in the appendix in the back of the book. 

• • 
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vui PREFACE 

As to the method of treatment: Pimips are first considered 
because almost every power plant, regardless of size, requires 
pumps of some sort, for its operation. Hence, there are 
divisions on pump calculations, direct-acting steam pumps, 
crank-action pumps, centrifugal and rotary pumps. Next 
follows a discussion of boiler-feeding apparatus such as boiler- 
feed pumps and their governors, injectors, and gravity boiler- 
feeding devices. The problems of feed-water heating are then 
treated in the divisions on feed-water heaters and economizers. 

Following this are divisions on condensers and methods of 
recooling condensing water which, it is believed, are, both 
economically and practically, very thoroughly treated. 
Finally, the divisions on steam piping, live- and exhaust- 
steam separators, and steam traps explain how these elements 
should be selected, installed, and maintained. They also 
present solutions to the problems of preventing losses from 
and in steam pipes. 

With this, as with other books which have been prepared by 
the author, it is the sincere desire to render it of maximum 
usefulness to the reader. It is the intention to improve the 
book each time it is revised and to enlarge it as conditions may 
demand. If these things are to be accomplished most eflFec- 
tively, it is essential that the readers cooperate with us. This 
they may do by advising the author of alterations which they 
feel it would be advisable to make. Future revisions and 
additions will, insofar as is feasible, be based on such sugges- 
tions and criticisms from the readers. 

Although the proofs have been read and checked very care- 
fully by a number of persons, it is possible that some imdis- 
covered errors may remain. Readers will confer a decided 
favor in advising the author of any such. 

Terrell Croft. 

University City, 

St. Louis Mo., 
March, 1922. 
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STEAM POWER PLANT AUXILIARIES AND ACCESSORIES 

List Of Symbols 

The following list comprises practically all of the symbols which are used 
in formulas in this book. Symbols which are not given in this list are 
defined in the text where they are first used. When a symbol is used with 
a meaning different from that below, the correct meaning is stated in the 
text where the symbol occiu^. 

Section 
Symbol Meaning Fibst Used 

A Piston area, in square inches 21 

Ahh Area of boiler heating surface, in square feet 192 

Ai Internal area of pipe, in square inches 440 

Af Area, in square feet 19 

Cg Specific heat of combustion-gases 303 

Cw Specific heat of water 303 

d Diameter of impeller, in inches 121 

di Internal diameter of pipe, in inches 19 

dim Inside diameter of main pipe, in inches 444 

do External pipe-diameter, in inches 448 

dp Piston-diameter, in inches 26 

dt Steam-piston-diameter, in inches 28 

D Density of steam, in pounds per cubic foot 440 

Di Density, in pounds per cubic inch 21 

Dc Duty, in foot pounds per 100 pounds of coal 47 

Da Duty, in foot pounds per 1,000,000 B.t.u 49 

D, Duty, in foot pounds per 1,000 pounds of steam 48 

ei Coefficient of linear expansion 447 

E Efficiency in per cent 392 

Efc Hydraulic efficiency, in per cent 37 

Ei Indicated efficiency, in per cent 35 

Em Mechanical efficiency, in per cent 41 

Em Efficiency of motor, in per cent 138 

Ep Efficiency of pump, in per cent 138 

E« Total efficiency, in per cent 42 

E< Thermal efficiency, expressed decimally 321 

Et, Volumetric efficiency, in per cent 25 

Erd Volumetric efficiency, expressed decimally 26 

g Acceleration due to gravity in feet per second, per second — 

32.2 7 

E Heat, in B.t.u 49 

U Total heat of steam, in British thermal units per pound 244 

Uf Per cent, saving in heat-content of fuel 244 

• • 
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LIST OF SYMBOLS xiii 

Sbotxon 

Symbol Mbaning Fzbbt Usbd 

Ht Heat, in B.t.u. given up by the steam per hour 348 

Hv Latent heat of vaporization of steam 189 

/ Current, in amperes 138 

K Condensation, pounds per hourper square foot of pipe surface . 499 

K A constant 107 

Kn A constant 406 

I Linear expansion of pipe, in inches 447 

L Length of stroke, in inches 21 

Lb Minimum pipe length required for bend 448 

L« Pipe-length, in inches, having resistance equivalent to one 

90-deg. elbow 446 

Lf Length, in feet 39 

Lh Height, infeet 268 

Lh Static head, in feet 6 

Lhfe Friction head, in feet, due to pump passages and valves 9 

Lh/f Friction head, in feet, due to pipe bends 9 

Lhfi Fricton head, in feet, due to inlet flow 9 

Lh/p Friction head, in feet, due to straight pipe 9 

Lk/T Total friction head, in feet 9 

Lhfv Friction head, in feet, due to valves in piping 9 

Lhmd Measured head, in feet, due to delivery lift 11 

Lhm* Measured head, in feet, due to suction lift 11 

Lhmp Head, in feet, due to back pressure on deUvery-pipe outlet. . . 11 

LkmT Total measured head, in feet 11 

LkT Total head, in feet 12 

Lku Useful head, in feet 34 

Lhv Velocity head, in feet 7 

Lp Length of pipe-line, in feet 448 

Lt Piston-travel, in feet per minute 26 

Lv Pipe-length, in inches having resistance equivalent to one 

globe valve 446 

Lw Width of belt, in inches 146 

M Relative humidity of the air expressed decimally 398 

N Revolutions per minute 118 

Nt Number of strokes per minute 21 

P Pressure, in pounds per square inch 6 

Pa Absolute pressure, in pounds per square inch 189 

Pbhp Driving horse power 41 

Pshp Boiler horse power 229 

Pd Discharge pressure, in pounds per square inch 49 

Pd Hydrostatic pressure head, in pounds per square inch 49 

X 3.1416 19 

Phmv Vacuum, in inches of mercury 322 

Phmb Barometer reading, in inches of mercury 327 

Pi Intake pressure, in pounds per square inch 49 



xiv LIST OF SYMBOLS 

Sbction 

Symbol Mbaning Fibst Usbd 

Pm Mean effective pressure, in pounds per square inch 322 

P, Steam pressure, in pounds per square inch 28 

P«Ap Useful hydraulic horse power 34 

Pv Vapor pressure, in inches of mercury 398 

Pv> Total head-pressure, in pounds per square inch 28 

Pii*p Actual hydraulic horse power 35 

T Absolute temperature, on Fahrenheit scale 321 

Tf Temperature, in degrees Fahrenheit 244 

Tf Temperature change, in degrees Fahrenheit 447 

Tfa Average temperature, in degrees Fahrenheit, of water leaving 

cooUng-tower 419 

Tfa Temperature of air, in degrees Fahrenheit 452 

Tfe Temperature of condensate, in degrees Fahrenheit 344 

T/d Final temperature of condensed steam, in degrees Fahrenheit 189 

Tfd Dry-bulb-thermometer temperature, in degrees Fahrenheit . . 406 

T/g Loss of gas temperature, in degrees Fahrenheit 303 

T/i Temperature of intake water to injector, in degrees Fahrenheit 189 

Tf, Temperature of steam used for heating feed-water 266 

Tf, Temperature of steam, in degrees Fahrenheit 189 

Tfu, Wet-bulb-thermometer temperature, in degrees Fahrenheit . . 392 

Tfto Temperature gain, water, in degrees Fahrenheit 303 

Tfv, Temperature, of feed-water in degrees Fahrenheit 309 

T'fw Temperature of feed water, in degrees Fahrenheit, at exit of 

economizer 309 

U Coefficient of heat transfer in B.t.u. per hour, per degree 

Fahrenheit temperature difference 277 

V Velocity, in feet per second 7 

V Volts 138 

V Volume of condenser, in cubic feet 342 

Va Volume, in cubic feet per minute 19 

Vef Displacement, in cubic feet per minute 21 

Vgm Quantity of water, in gallons per minute 19 

Vm Velocity, in feet per minute 19 

W Weight of Uquid, in pounds 31 

W Weight, in pounds per minute 21 

We Weight of condensation, in pounds per hour 452 

We Weight of coal, in pounds 47 

W/ Weight of feed-water entering heater, in pounds per hour . . . 262 

Wf Weight of feed water leaving heater in pounds per hour 266 

W^ Weight of gas, in pounds, per pound of coal burned 303 

Wi Weight of moisture in steam, in pounds 476 

W, Steam rate, in pounds per hour 262 

W« Weight of steam, in pounds 48 

W*w Pounds of water pumped per pound of steam 189 

Wu Useful work, in foot pounds 31 



LIST OF SYMBOLS XV 

Sbction 
Symbol Msaning Fibst Usbd 

W„ Weight of water, in pounds 189 

Wu, Weight of water evaporated, per pound of coal burned, in 

pounds 303 

Ww Water rate, in pounds per hour 344 

Wtt, Weight of water evaporated, in pounds per square foot per hour 398 

Wttk Weight of water per boiler horse power per hour 229 

X Slip, in per cent 24 

X Saving, in per cent 309 

X Quality of steam 189 

X Ratio •. . . . 303 
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POMP CALCULATIONS 

1. The Height To Which Water May Be Drawn By Pump- 
Suction depends principally: (1) Upon the condition of the 
pump as regards the 

lightness of its valves, 
piston- or plunger- 
packing and piston- 
rod packing. (2) 
Upon the water-frio- 
tion in the suction 
pipe (Sec. 8) and fit- 
tings. (3) Upon the 
temperature of the 
water. (4) Upon the 
altilude above sea-level. 

Note. — The practical 
maximum suction-lift is 
about 22 fe«t. 

Explanation. — At- 
mospheric pressure at 
sea-level is about 14.7 
lb. per sq. in., absolute. 
A 2.31-ft. height of water- 
column is the equivalent 
ot 1 lb. per sq. in. pres- 
Bure. On this basis the 
theoretical suction-Uft at ' 

sea-level is 14.7 X 2.31 : 

= 34 ft,, nearly. But ^ .„,„.,,, ^ . „ „ ' 
m actual practice a lift 

of 22 ft. under eea-level atmospheric pressure is, due to unavoidable 

leakage, friction and vaporization (Sees. 5, 8, and 10), seldom exceeded. 

I 
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Therefore (Table 2), a pump lifting 22 ft. at sea-level would, at 1 mile 
above sea-level, where the atmoepheric pressure is about 12.02 lb. per 
sq. in., ^ve a lift of 12.02 X 22 -:■ 14.7 =- 17.9 ft. 

Note. — The net suction-lift of a reciprocating pump is the vertical 
distance, L*. (Fig, 1), from the level of the water in the well, or other 
source of suction-aupply, to the level of the diecharge-valve seats. The 
total euction-Uft compriaeB the net lift and the friction head (Sec. 6) due 
to water-friction. 

2. Table Showing Practical Pump Suction Lifts At Various 
Altitudes. — Ordinary atmosplieric temperature is assumed. 
(Goulds Catalogue.) 



Altitude above aea-level 




Practical 








suction 












Miles 


Feet 


Pounds 
per sq. in. 


Head in ft. 
of water 


pumps, 
feet 


Sea^level 


Sea-level 


14.70 


33.95 


22 


Ji 


1320 


14.02 


32.38 


21 


H 


2640 


13.33 


30.70 


20 


H 


3060 


12 66 


20.24 


18 


1 


5280 


12.02 


27.76 


17 


IJi 


6600 


11.42 


26.38 


16 


iH 


7920 


10,88 


25.13 


15 


2 


10660 


9.88 


22.82 


14 



3. In The Pumping Of Hot Water the tendency of the water 
to vaporize under different de- 
grees of absolute pressure must 
be considered. As the suction- 
lift of a pump increases (Fig. 
2), the maximum temperature 
of the water that can be pumped 
decreases. Generally, it will be 
found practically impossible to 
lift water at a temperature 
above 150 deg. fahr. Hence, 
where a boiler feed-pump (Fig. 
3), receives its suction supply 

from an open feed-water heater, the water must flow to the 

pump under (Sec. 4) a static head. 
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4. The Static Head Of A Fluid Columiiy as a column of water 
(Lh2f Fig. 4) in a standpipe, is the vertical distance between 
the base and the top surface of the column. It is understood 
to mean the pressure which the column imposes on the plane 
which is taken as a base. Thus, a 30-f t. static head means the 
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Fia. 3. — Boiler Feed-Pump Taking Water-Supply From Open Feed-Water Heater. 

pressure, per unit of base area, which is due to the weight of a 
fluid column 30 ft. high. 

Explanation. — Lm (Fig. 4) is the static head of the column of water 
above the plane AB, while Lm is the static head above the plane XY, 
A column of water 1 in. square and 1 ft. high weighs, approximately, 
0.433 lb. Hence, the static heads, Lki and Las, may be readily trans- 
lated into terms of pressure. Thus, if Lhi ~ 40 ft., then the pressure on 
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AB = 0.433 X 40 = 17.32 lb, per sq. in. If La2 = 60 ft., then the 
pressure on XF will be: 0.433 X 50 = 21.65 lb. per sq. in. 

Note. — The Inlet Static Heads (Inlet Pressures) for Boiler 
Feed-Pumps (La, Fig. 3) drawing water from open feed- water heaters 
should, in order to secure satisfactory service, be from about 1.5 ft. for 

water at 165 deg. fahr. to about 11.5 ft. for 
water (Fig. 2) at 210 deg. fahr. The pressures 
due to these heads are necessary to counteract 
the tendency of pumps to become steam-bound^ 
or filled with vapor from heated water. When 
a reciprocating pump is in this condition, the 
piston traverses the cylinder without producing 
a discharge. The vapor in each end of the cyl- 
inder is compressed during one stroke and re- 
expands during the opposite stroke, while the 
boiler-pressure above the deUvery valves holds 
them seated. 



Fig. 4.— luustrating static 6. The Head Of PressuTe Due To A 
Head Of A Liquid. Column Of Water May Be Converted 
Into Equivalent Terms Of Unit Pressure by the following 
formula: 

(1) P = 0.433L;k = 2^ (pounds per square inch) 

Wherein P = pressure, in pounds per square inch. Lh = 
static head, in feet. 

Example. — A direct-actmg steam pump (Fig. 1) is discharging into 
an open tank. What is the pressure, due to the discharge head, on the 
discharge-end of the pump-plunger if the vertical distance from the 
horizontal axis at the pump-cyUnder to the level of the water in the tank 
is 25 feet? 

Solution.— By For. (1) P = La/2.31 -* 25 -r 2.31 = 10.8 W. per 
sq. in. 

6. A Pump Must Overcome Certain Resistances* And 
Pressures in delivering water or other liquids. The following 
must be considered in calculations: 

(1) Velocity head or velocity pressure, which is the head or 
pressure required to set the liquid in motion and give it the 
velocity which it will have at the final stage of its movement. 

(2) Friction head or friction pressure , which is the resistance 
head or pressiure required to overcome the resistance due to 
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the friction between the Uquid and the surfaces of the pipes, 
fittings, valves and pump-passages through which it flows. 

(3) Measured head or measured pressure^ which is the vertical 
height, or the equivalent pressure due to this height, from a 
lower to a higher plane in the pumping system. The lower 
plane may be the surface of a cooling pond. The higher plane 
may be the center of the mouth of the discharge pipe which 
conveys the water into a tank. 

Note.— The Dynamic Head Or Pressure is the sum of the velocity- 
head and friction-head. 

7. The Velocity Of A Liquid In A Pipe Must Be Produced 
By Pressure. The pressure may be thought of as the pressure 
which is produced (Sec. 5) by a vertical column of the liquid. 
If friction and all other resistances are neglected, the velocity 
produced by a certain head will be equivalent to the velocity 
attained by a falling body which descends a distance equal 
to the head. See also Div. 4. It can be shown that: 

(2) V = '\/2g Lhv (feet per second) 

Wherein v = velocity, in feet per second, g = acceleration 
due to gravity, in feet per second per second = 32.2 approxi- 
mately. Lhv = head necessary to produce the velocity, in 
feet. 

If the velocity is known, the head to which it is due may 
be found by the above formula rearranged : 

(3) Lkv = Yg (f^^) 

Note. — As the velocity is often small, the hydraulic head necessary 
to produce it will be small. It is, therefore, often neglected. See 
following sections and examples. 

Example. — What velocity will result from a head of 50 ft. of water 
when all the head is available for imparting velocity to the water? 
Solution. — By For. (2) v = y/2gLhv = y/2 X 32.2 X 50 = 56.7 
ft. per sec. 

Example. — What velocity head must a pump produce if it is to dis- 
charge a liquid at a velocity of 10 ft. per sec.? Solution. — By For. (3) : 
Lkv = v^/2g = (10)« - (2 X 32.2) = 1.58 /«. 

8. The Friction-Head On A Pump may be necessary for 
overcoming the following resistances: (1) The friction (Tables 
14 and 15) due to the flow of a liquid through straight piper. 
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(2) The friction of the liquid entering (Figs. 5, 6, and 7) the 
suction or inlet pipe. (3) The friction due to the fi<nv through 
the pump-vah)ea and passages tvithin the pump. (4) The fric- 




Fia^ 5. — Pomp BuetioiL. 
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tion due to the flow (Figs. 8, 9, and 10) through ptpe-fiUinga; 
this resistance is caused by the change of direction of ihe 
flow, and by the roughness of the fittings. (5) The friction due 
to flow through valves in the piping; with gate valves this resist- 
ance is negligible. 




Fiu. S.— Turn lu Pump Fla. 9.— Tutd In Pum|>- Fw. 10.— Sbarp Tmn 

Pipins M»de With Loii«- I^pinf Mule With Elbow In Pump Pipinc Mode 

RodiiH Bend. HiviDf A lUdiiu Equal With Plucaed Tee. 

To Pii>e-Di>met«c. 

Note. — The head due to friction of the wat«r entering the euctioa 
pipe is called the entrance-head. 

9. The Total Friction-H«ad On A Pump is the sum of the 

resistances enumerated in Sec. 8. It may be expressed by the 
following formula: 



Sec. 10] PUMP CALCULATIONS 7 

(4) LhfT = Ufp + Ln/f + Lnfi + L*/, + L*/, (feet) 

Wherein L^/r = the total friction head, in feet. L*/p = 
the friction-head, in feet, due to flow through straight runs 
of suction and dischai^ piping. Lkh = the friction-head, 
in feet, due to the inlet flow. La// = the friction-head, in 
feet, due to pipe-fittings which change the direction of the 
flow. Lh(t = the friction-head, in feet, due to valves in the 
piping. Lkje = friction-head, in feet, due to flow throi^h 
passages and valves in pumps. 

10. The Measured Heads In Pump Operation, Lgh in 
Fig. 11 (see Sec. 6 for definition of Measured Head) com- 



Fia. II. — niuBtrating UmIuI Pump-Woct 

prise the following: (1) The suctiojj^lift of the water. The 
height of this lift is {Um,, Fig. 11) from the level of the dis- 
chat^e valve seat to the surface of the suction-water, (2) 
The delivery-lift of the water. This (Lhmd, Fig. 11) is mea- 
sured from the level of the seat of the discharge valve to the 
center of the outlet orifice of the delivery pipe, where the water 
issues horizontally from the pipe and falls by gravity. Or 
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(Fig. 11) it is measured from the level of the discharge valve 
seat to the level of the water above the discharge orifice, 
where the outlet end of the pipe is submerged. (3) The 
head dtte to pressure, above atmospheric pressure, on Ike liquid 
in the vessel into which the delivery-pipe discharges. If water 
is being delivered to a boiler, this head is equivalent to the 
steam-gage pressure in the boiler. 

Note. — The Section Lift Of A Centrifugal Pump is measured 
from the level of the water in the well to the center of the impeller. 



Fio. 12.— Ao Imperfectly L«W Sustion-Line. 

NoTH. — When suction pipes are laid underground, in trenches, care 
abould be exercised to run them in a slightly dechning straight line 
toward the source of supply. High places or hummocks (Fig. 12) in 



Flo. 13.— Suction Well Supplied Through Intsko Pips. 

the suction hne afford pockets tor the accumulation of air. Such air- 
pocketa reduce the effective area of the pipe and cut down the water 
supply to the pump. 



Sec. 11] PUMP CALCULATIONS 9 

Note. — When the distance from a pump to a natural source of suction- 
supply, as a pond, lake, or stream, exceeds about 100 ft., it is advisable 
(Fig. 13) to sink a suction-well close to the pump. The intake-pipe 
should then incline toward the well. 



11. The Total Measured Head On A Pump is the sum of 

the measured heads enumerated in Sec. 10. It may be ex- 
pressed by the following formula: 

(5) LhtnT = Lhma + Lhmd + Lhmp (feet) 

Wherein LhmT = the total measured head, in feet. Lhma = 
the measured head, in feet, due to suction-lift. Lhmd = the 
measured head, in feet, due to delivery-lift. Lhmp = the 
measured head, in feet, due to steam, compressed air, or other 
fluid pressure in the vessel into which the delivery-pipe dis- 
charges. If the delivery pipe discharges freely into the 
atmosphere, then Lhmp is zero. 

12. The Total Head On A Pump is the sum of: the velocity- 
head (Sec. 7), the total friction-head (Sec. 9) and the total 
measured-head (Sec. 11). It may be expressed by the following 
formula: 

(6) LhT = Lhv + LhfT + LhmT (feet) 

Wherein Lhr = the total head, in feet. Lhv = the velocity- 
head, in feet. Lhfr = the total friction-head, in feet. LhmT = 
the total measured-head, in feet. 

13. The Friction Of Water In Straight Pipes Is Difficult 
To Determine Definitely In All Cases. — The smoothness of 
the pipe-surface, the length of time the piping has been in 
service, the size of the pipe, and the nature of the substances 
with which it may be scaled or coated internally, are the 
principal determining factors. These factors may vary 
widely, in individual cases, from working standards which are 
based upon experimental data. 

Note. — ^The data given herein (Tables 14 and 15) are for new pipe. 
When the pipe is very rough, or is old and rough, the actual values may 
be greater than those shown. In such cases, the resistance due to 
friction can be determined only by tests. 
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(Fig, 11) it 18 measured from the level of the discharge valve 
seat to the level oE the water above the discharge orifice, 
where the outlet end of the pipe is submerged. (3) Tke 
head due to pressure, above atmospheric pressure, on the liquid 
in tke vessel into which the delivery-pipe discharges. If water 
is being delivered to a boOer, this head is equivalent to the 
steam^age pressure in the boiler. 

Note. — The Suction Lift Or A CENTRiruGAL Pump is measured 
from the level of the water in the well to the center of the impeller. 



Note. — When suction pipes are laid uadei^rouud, in trenches, care 
should be exercised to run them in a slightly dechniag straight Une 
toward the source of supply. High places or hummocks (Fig. 12) in 



Fia. 13.— Suction Well Supplied Thcoucb latake Pipa. 

the suction line afford pockets for the accumulation of air. Such air- 
pockets reduce the effective area of the pipe and cut down the water 
supply to the pump. 



Sec. 11] PUMP CALCULATIONS 9 

Note. — When the distance from a pump to a natural source of suction- 
supply, as a pond, lake, or stream, exceeds about 100 ft., it is advisable 
(Fig. 13) to sink a suction-well close to the pump. The intake-pipe 
should then incline toward the well. 



11. The Total Measured Head On A Pump is the sum of 

the measured heads enumerated in Sec. 10. It may be ex- 
pressed by the following formula: 

(5) LhtnT = Lhms + Lhmd + Lhmp (feet) 

Wherein LhmT = the total measured head, in feet. Lhms = 
the measured head, in feet, due to suction-lift. Lhmd = the 
measured head, in feet, due to delivery-lift. Lhmp = the 
measured head, in feet, due to steam, compressed air, or other 
fluid pressure in the vessel into which the delivery-pipe dis- 
charges. If the delivery pipe discharges freely into the 
atmosphere, then Lhmp is zero. 

12. The Total Head On A Pump is the sum of: the velocity- 
head (Sec. 7), the total friction-head (Sec. 9) and the total 
mea^sured-head (Sec. 11). It may be expressed by the following 
formula: 

(6) LhT = Lhv + LhfT + LhmT (feet) 

Wherein Lhr = the total head, in feet. Lhv = the velocity- 
head, in feet. Lh/T = the total friction-head, in feet. LhmT = 
the total measured-head, in feet. 

13. The Friction Of Water In Straight Pipes Is Difficult 
To Determine Definitely In All Cases. — The smoothness of 
the pipe-surface, the length of time the piping has been in 
service, the size of the pipe, and the nature of the substances 
with which it may be scaled or coated internally, are the 
principal determining factors. These factors may vary 
widely, in individual cases, from working standards which are 
based upon experimental data. 

Note. — The data given herein (Tables 14 and 15) are for new pipe. 
When the pipe is very rough, or is old and rough, the actual values may 
be greater than those shown. In such cases, the resistance due to 
friction can be determined only by tests. 
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(Fig. 11) it is measured from the level of the discharge valve 
seat to the level of the water above the discharge orifice, 
where the outlet end of the pipe is aubmei^ed. (3) The 
head due to pressure, above atmospheric pressure, on the liquid 
in the vessel into which the delivery-pipe discharges. If water 
is being delivered to a boiler, this head is equivalent to the 
steam-gage pressure in the boiler. 

Note. — The Section Lift Of A Cbntbipdoal Pump is measured 
from the level of the water in the well to the center of the impeller. 



FlQ. 12.— An ImperCectly Laid Suction-Line. 

Nom. — When BUction pipes are laid underground, in trenches, care 
should be exercised to run them in a slightly declining straight line 
toward tlie source of supply. High places or hummocks (Fig. 12) in 



Veil Supplied Through Ii 



the suction line afford pockets tor the accumulation of air. Such air- ' 
pockets reduce the effective area of the pipe and cut down the water 
supply to the pump. 



Sec. 11] PUMP CALCULATIONS 9 

Note. — When the distance from a pump to a natural source of suction- 
supply, as a pond, lake, or stream, exceeds about 100 ft., it is advisable 
(Fig. 13) to sink a suction-well close to the pump. The intake-pipe 
should then incline toward the well. 



11. The Total Measured Head On A Pump is the sum of 

the measured heads enumerated in Sec. 10. It may be ex- 
pressed by the following formula: 

(5) LhmT = Lhtna + Lhmd + Lhmp (fcet) 

Wherein LhmT = the total measured head, in feet. Lhms = 
the measured head, in feet, due to suction-lift. Lhmd = the 
measured head, in feet, due to delivery-lift. Lhmp = the 
measured head, in feet, due to steam, compressed air, or other 
fluid pressure in the vessel into which the delivery-pipe dis- 
charges. If the delivery pipe discharges freely into the 
atmosphere, then Lhmp is zero. 

12. The Total Head On A Pump is the sum of: the velocity- 
head (Sec. 7), the total friction-head (Sec. 9) and the total 
measured-head (Sec. 11). It may be expressed by the following 
formula: 

(6) LhT = Lhv + Lh/T + LhmT (feet) 

Wherein LhT = the total head, in feet. Lhv = the velocity- 
head, in feet. Lh/t = the total friction-head, in feet. LhmT = 
the total measured-head, in feet. 

13. The Friction Of Water In Straight Pipes Is Difficult 
To Determine Definitely In All Cases. — The smoothness of 
the pipe-surface, the length of time the piping has been in 
service, the size of the pipe, and the nature of the substances 
with which it may be scaled or coated internally, are the 
principal determining factors. These factors may vary 
widely, in individual cases, from working standards which are 
based upon experimental data. 

Note. — The data given herein (Tables 14 and 15) are for new pipe. 
When the pipe is very rough, or is old and rough, the actual values may 
be greater than those shown. In such cases, the resistance due to 
friction can be determined only by tests. 
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(Fig. 11) it is measured from the level of the discharge valve 
seat to the level of the water above the discharge orifice, 
where the outlet end of the pipe is submerged. (3) The 
head due to pressure, above atmospheric pressure, on the liquid 
in the vessel into which the delivery-pipe discharges. If water 
is being delivered to a boiler, this head is equivalent to the 
steam^age pressure in the boiler. 

Note. — The Suction Lift Or A Cbntrifogal Pump ia measured 
from the level of the water in the well to the center of the impeller. 



Fid. 12,— An Imperfectly Laid Suotion-Lloe. 

Note. — When suction pipes are laid undergrouod, in trenches, ewe 
should be exercised to run them in a slightly declining straight line 
toward the source of supply. High placea or hummocks (Fig, 12) in 



Fia, 13,— Suction Well Supplied Through InUke Kpe, 

the suction line afford pockets for the accumulation of air. Such air- 
pockets reduce the effective area of the pipe and cut down the water 
supply to the pump. 



Sec. 11] PUMP CALCULATIONS 9 

Note. — ^When the distance from a pump to a natural source of suction- 
supply, as a pond, lake, or stream, exceeds about 100 ft., it is advisable 
(Fig. 13) to sink a suction-well close to the pump. The intake-pipe 
should then incline toward the well. 



11. The Total Measured Head On A Pump is the sum of 

the measured heads enumerated in Sec. 10. It may be ex- 
pressed by the following formula: 

(5) LhmT = Lhm* + Lhmd + Lhmp (foet) 

Wherein LhmT = the total measured head, in feet. Lhnu = 
the measured head, in feet, due to suction-lift. Lhmd = the 
measured head, in feet, due to delivery-lift. Lhmp = the 
measured head, in feet, due to steam, compressed air, or other 
fluid pressure in the vessel into which the delivery-pipe dis- 
charges. If the delivery pipe discharges freely into the 
atmosphere, then Lhmp is zero. 

12. The Total Head On A Pump is the sum of: the velocity- 
head (Sec. 7), the total friction-head (Sec. 9) and the total 
mea^sured-head (Sec. 11). It may be expressed by the following 
formula: 

(6) LhT = Lhv + LhfT + LhmT (feet) 

Wherein Lhr = the total head, in feet. Lhv = the velocity- 
head, in feet. Lh/T = the total friction-head, in feet. Lhmr = 
the total measured-head, in feet. 

13. The Friction Of Water In Straight Pipes Is Difficult 
To Determine Definitely In All Cases. — The smoothness of 
the pipe-surface, the length of time the piping has been in 
service, the size of the pipe, and the nature of the substances 
with which it may be scaled or coated internally, are the 
principal determining factors. These factors may vary 
widely, in individual cases, from working standards which are 
based upon experimental data. 

Note. — The data given herein (Tables 14 and 15) are for new pipe. 
When the pipe is very rough, or is old and rough, the actual values may 
be greater than those shown. In such cases, the resistance due to 
friction can be determined only by tests. 
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STEAM POWER PLANT AUXILIARIES [Dw. 1 



Example. — ^A pump (Fig. 14) draws 1050 gal. of water per min. from 
a pond and delivers it, straightaway, through 1,020 ft. of new 6-in. steel 
pipe. What pressure is required to force the water against the frictional 
resistance of the pipe? What additional pressure is required to impart 
the necessary velocity of flow in the delivery pipe? 

Solution. — By Table 1*4 the friction-head per 100 ft. of 6-in. pipe = 
9.5 ft. Hence, the friction-head for the given length of 6-in. pipe = 



^enfrffuofcil Pump 
i' ..-'Primino/ ejector 

'"'s 'V 




€-In. Delivery Pi'pe-.^ 

1020 Feet .•' 

^ 



'"'■•rSucthh-Pipe' 






t^50rvoir'; 

>l\ 







Fia. 14. — Illustrating Delivery Through Straight Run Of Pipe. 



1,020 -^ 100 X 9.5 = 96.9 ft. By For. (1), f = 0.433 L* = 0.433 X 
96.9 = 42 U), per sq. in. 

By Table 14, the velocity = 11.9 ft. per sec. Hence, by For. (3) Lhv = 
vy2g = 11.9« -h (2 X 32.2) = 2.2 ft. By For. (1) P = 0.433 L* = 
0.433 X 2.2 = 0.954 lb. per sq. in. This velocity-head is so small that it 
could, in practice, be neglected without appreciable error. 

16. The Heads Necessary To Overcome The Frictional 
Resistance To Water-Flow Through Fittmgs And Valves 

depend principally upon the ages and the sizes of the fittings 
and valves, and upon the relative smoothness of their sur- 
faces. Approximate values are given in Table 18. 

17. The Frictional Resistance Offered By The Internal 
Passages And Valves Of A Pump is very small. Often it is 
equivalent to a head loss of only 1 ft. The maximum seldom 
exceeds 3 ft. 
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18. Table Showing Approximate Length, In Feet, Of 
Straight, Clean Wrought Iron Or Steel Pipe In Which The 
Frictional-Resistance Is Equivalent To That In The Fittings 
Listed. 



Sise of pipe and fittings, in 
inches 


H 


H 


1 


IH 


IH 


2 


2H 


3 


4 


5 


6 






Elbows, 90 deg. (Fig. 9) 


5 
2 
2 
10 
10 
5 

10 
5 



6 
3 
2 
12 
12 
6 

12 
6 



6 
3 
3 
12 
12 
6 

12 
6 



8 
4 
3 
16 
16 
8 

16 
8 



8 
4 
3 
16 
16 
8 

16 
8 



8 
4 
4 
16 
16 
8 

16 
8 



11 
6 
6 
22 
22 
11 

22 

11 




16 
8 
8 
30 
30 
15 

30 

15 




16 
9 
9 
32 
32 
16 

32 

16 




18 
9 
9 
36 
36 
18 

36 

18 




18 


Elbows. 46 deff. 


10 






Long radius bends (Fig. 8) . . . 


10 


Sharp bends (Fig. 10) 


36 


Rfltiirn bends ,,.,,,,,, 


36 






Globe valves 


18 






Strainer or footvalve at 
entrance to suction pipe 
(Fig. 6) 


36 






Square kept entrance to suc- 
tion nioe (Fie. 6) 


18 






Funnel end entrance to suc- 
tion Dine CFie. 7) 










Example. — ^A boiler-feed pump delivers 45 gal. of water per min. 
It lifts the water, by suction, through a height (La«, Fig. 15) of 6 ft. 
The suction piping is of 2-in. size. It extends 5 ft. below the surface of 
the water in the suction-well. It runs horizontally for a distance, L, 
of 60 ft. It makes two right-angled turns, Ti and 7s, by means of plugged 
tees, and one right-angled turn, J?i, by means of a 90-deg. elbow. The 
water enters the suction-pipe through an orifice, 0, which is formed by 
cutting the pipe squarely across. The delivery piping is of 1.5-in. size. 
It contains 140 ft. of straight pipe, three 90-deg. elbows, Et, Ei and Ei, 
one globe check-valve, Vi, and one globe stop-valve, Fj. The vertical 
height, Lkd, of the discharge-lift is 35 ft. The boiler steam-pressure is 
110 lb. per sq. in. What is the total head on the pump? 

Solution. — By Table 14 the velocity in the straight rims of suction- 
piping = 4.6 ft. per sec. Also, the velocity in the straight runs of 
delivery-piping = 7.08 ft. per sec. Hence, by For. (3), Lkv — v^/2g — 
(7.08)* ^ (2 X 32.2) = 0.778 ft. = velodty-head. 

The total length of straight suction-piping = 6 + 5 + 60 == 71 ft. 
By Table 14, the friction-head due to the straight suction-piping — (71 -5- 
100) X 5.8 = 4.118 /<. Also, the friction-head due to the straight delivery- 
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By For. (5), the total measured heady LhmT = Lhm, + Lkmd = 
8 + 82 = 90 ft. 

By transposition of For. (1), th^ total aUUic head developed by the pump 
which is equivalent to a pressure of 85 lb. per sq. in. » L* =^ 2.31P = 
2.31 X 85 = 196.35 ft 

Hence, the head which remains or which is available for overcoming the 
frictional resistance of the entire pumping system, that is, the frictional 
resistance or head of 1408 ft. of 3-in. pipe = 196.35 ~ 90 » 106.35 ft. 
Stating this in friction head per 100 ft. of straight pipe: (106.35 -i- 1408) 
X 100 — 7.66 ft. friction head per 100-ft. length of 3-in. pipe. 

By Table 14, the flow corresponding to a friction-head of 7.72 ft. per 
100-ft. length of 3-in. pipe = 150 gal. per min. Hence, the flow corre- 
sponding to a friction head of 7.65 ft, per 100-ft. length of 3-in. pipe i«, 
approximately: (7.56 X 150) -r- 7.72 = 146.7 gal. per min. = the maxi- 
mum average rate of delivery. 

19. The Proper Sizes For The Suction Or Discharge Pipe 
Of Any Pump may be computed with the following formula, 
the derivation of which is given below: 



(7) di = 4.95 J^ (inches) 

Wherein, di = actual internal diameter of suction — or dis- 
charge — pipe, in inches. Vgm = amount of water to be pimiped, 
in gallons per minute. Vm = average velocity of flow, in 
feet per minute. 

Note. — Transposing the above there results: 

(8) Vm — — br~^ (feet per min.) 

a i 

(9) V„m = ^ = 0.004 dihm (gallons per min.) 

Derivation. — Since, Ve/, the amount of water to he pumped in cubic 
feet per minute — (A /, the cross-sectional area of the suction or discharge 
pipe, in square feet) X (vm, the aUowahle velocity of flow j in feet per minute), 
it follows that: 

(10) Ve/ = A/Vm = ^ ( j^j Vm = -gyg"* (c^- ^t. per min.) 
Also, since 1 cu. ft. — 7.48 gal: 

Vom 

(11) Ve/ - ]^^ (cu. ft. per min.) 
Now, equating (10) and (11): 

f^cy. Vpm _ Tdi*Vm 

^^^^ 7.48" 576 
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Then, solving for cU: 



(13) 



di = 4.95 




(inches) 



Dischoirve 
OutIeK 



Piston-. 



ExAMPLB. — ^A simple direct-acting steam pump is reqtiired to deliver 
800 gals, of water per min. What should be the diameter of the suction 
pipe if the allowable flow velocity in it (See Sec. 52) is 200 ft. per min.? 
What should be the diameter of the discharge pipe if the allowable flow 
velocity in i is 400 ft. per min. 7 Solu tion. — For he suction pipe 
by For. (7), di = 4.95\/F(^/»i» = 4.95V800 -r- 200 = 9.9 m., or, practi- 
cally, a 10-in. internal-diameter pipe. For the discharge pipe: di == 
4.95\/800/400 =» 6.98 in. or, practically, a 7-in. internal-diameter pipe. 

20. The Displacement Of A 
Reciprocating Pump is the vol- 
ume of space (Fig. 17) swept 
through by the piston or plunger 
in a definite interval of time. 
Assuming the piunp-cylinder to 
be full of water at the beginning 
of each stroke, the displacement 
is equal to the volume of water 
which is driven out of the cylinder 
during the given time-interval. 

Note. — ^The displacement of a pump 
may be expressed in cubic feety pounds or 
ffoUons per mintUe, 

Suction 

21. The Displacement Of Any 
Piston Or Plunger Pump Per fio. 17.— showing volume of 
Minute may be found by the fol- l^^ ^wept Through m one 

, "^ "^ Stroke Of Piston. 

lowing formulse: 

(14) Vef = .,>- * (cubic feet per min.) 



DrsphKement 
M One Stroke 




(16) 
(16) 



V / = 

"' 1728 

W« = LAN,Di 
''"* 231 



(pounds per min) 
(gallons per min) 



Wherein Ve/ = displacement in cubic feet per minute. W^ 
= displacement in pounds per minute. Ygm = displacement 
in gallons per minute. L = length of stroke in inches. A = 
effective area of piston or plunger, in square inches. iV, = 
number of strokes per minute. Z>» = density of Uquid to be 
pumped in pounds per cubic inch. 
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Note. — The Effbctivb FLUNaER Oh Piston Area of an outside- 
end-packed plunger (Fig. 18) in a direct-acting ateam-pump is the 

crosa-sectional area of the plunger. Of a center-packed (Fig. 19) or 
inside-packed (Fig. 20) plunger, or of a piston (Fig. 17), it is the croas- 




Fio. 18. — W«ter-End OI Direct-Acting Stcun-Pump With Outsi 



sectional area of the plunger or piston minus one-half the cross-sectional 
area of the piston- or plunger-rod. 

ExAUFu:. — What is the displacement, in cubic feet per minute, of an 
outside center-packed duplex pump (Fig. 19), if: the plunger-diameter 
is 18 in., the plunger-rod diameter is 3 in., the length of stroke is 24 in.. 




and each of the 2 plungers (this being a duplex pump) makes 50 strokes 
per min.? Solution. — By preceding Note, the effective jdunger area = 
(18' X 0,7854) - (3' X 0.7854 ^ 2) = 250.8 sq. in. Now, substitute 
in For. (14): V./ = L^iV,/1728 = 24 X 250.8 X 50 X 2 -i- 1728 - 
348.5 cw. /(. per mm. 
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22. Pump-Slip is the return of water, or otlier liquid, 
througii the valves of a pump while the valves (Fig. 21) are in 
the act of closing. It may also occur by leakage past 
the piston or plunger from the discharge-end to the 
suction-end while the pump is making a stroke. It is, there- 
fore, the difference between the displacement or theoretical 
discharge of a pump and the actual discharge. It is commonly 
expressed as a percentage of the displacement. 

Note. — Avbraob Values Op Pump- .ni,, „ i».r._ 

Slip, for good pumps, raD);^ from 3 to 
5 per cent. The slip of a new pump 
seldom exceeds 2 per cent. Where 
conditioDS are adverse, the slip may 
be aa great as 10 or 15 per cent. For 
piunps which handle lai^ volumes <tf 
water, slips as low as >i per cent, 
have beea recorded. 

Note. — Pdmp-Slip Mat Be Nega- 
tive. That is, the actual dischai^ 
may be greater than the theoretical 
discharge. This may occur if the 
auction-lift is very low, and the 

suction- and dischai^e-lines run hori- Fia. 21.— How Fump-Slip Occun. 
Eontally for considerable distances. 

The momentum of the moving column (Sec. 65) may then cause the 
Miction water to surge into the cylinder with such force as to produce a 
considerable leakage through the discharge valves at the suction end. 

23. Very High Piston-Speed May Cause Excessive Pump- 
Slip. — When the piston reaches the end of a stroke, a space of 
time must elapse while the open valves (Fig. 21) are descending 
and making firm contact with their seats. But, during this 
interval, the piston starts on the opposite stroke. Some of the 
water that was discharged during the preceding stroke then 
flows in behind the piston through the imperfectly seated dis- 
charge valves. Admission of a full cylinder of water through 
the suction valves is thus prevented. Coincidentally, some 
of the water ahead of the piston slips by the suction valves and 
passes back into the suction chamber. 

24. The Percentage Of Pump-Slip May be computed by the 
following formula: 

(17) X - my-Ls^Kji (pet Kft,) 
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Wherein X = per cent, of slip. Vc/ = displacement in cubic 

feet per minute. Va = actual discharge in cubic feet per minute. 
Example. — The displacement of a pump is 386.85 cu. ft. per min. 
The pump delivers 372.4 cu. ft. of water per min. What is the slip? 
Solution.— By For. (17), X = [100(Fc/ - Va)] -^ Vc/ = [100 X 
(386.85 - 372.4)1 -5- 386.85 = 3.74 per cent. 

26. The Volumetric Efficiency Of A Pump is the ratio of the 
volume of water actually delivered by the pump to the dis- 
placement of the pump. It may be computed by the following 
formula: 

(18) E. = ^^^ (per cent.) 

Wherein E« = the volumetric eflBciency, in per cent. Va = 
the actual discharge, in cubic feet per minute. Vc/ = the 
theoretical discharge, or the displacement, in cubic feet per 
minute. 

Note. — ^Volumetric efficiency and pump-slip are closely related. 
Thus, pump-slip = 1- volumetric efficiency. Pump-slip may vary from 
0.5 per cent, to 15 per cent. Hence, the volumetric efficiency may 
correspondingly vary from 99.5 per cent, to about 85 per cent. Pump- 
slip exceeding 2 per cent, would indicate either unfavorable operating 
conditions, defective design, or a worn-out condition of the pump. 

26. The Discharge Of A Piston Or Plunger Pump may be 

approximately computed by the following formula: 

(19) Va = Tj/^ — Etd =. ^^o OK (cubic feet per mm.) 

Wherein Va = approximate discharge capacity, in cubic feet 
per minute, dp = diameter of piston or plunger, in inches. 
Lt = the effective piston or plunger travel, in feet per minute. 
Evd = the volumetric efficiency, expressed decimally. 

Example. — The plunger diameter in a direct acting duplex steam pump 
is 6 in. The stroke is 24 in. Each plunger makes 35 strokes per min. 
What is the discharge when the volumetric. eflSciency is 92 per cent.? 
Solution. — The total number of strokes per minute^ this being a duplex 
pump, = 2 X 35 = 70. By For. (19), Va = dp^LrE^d/ 183,35 = [6* X 
(70 X 24 -r 12) X 0.92] -i- 183.35 = 25.3 cu. ft. per min. 

27. The Requisite Diameter For The Water-End Of A Pump 
Plunger Or Piston, when the rates of discharge and plunger or 
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piston travel are given, may be found by the following 
formula: 

(20) dp = yj^^ (^^^^^«) 

Wherein dp - the diameter of plunger or piston, in inches. 
Va = the actual discharge, in cubic feet per minute. Lt = 
the effective travel of the plunger or piston, in feet per min- 
ute. Erd = the volumetric efficiency of the pump, expressed 
decimally. 

Example. — ^A single direct acting steam pump is required to discharge 
141 gal. of water per min. while running 90 ft. of plunger travel per min. 
If the assumed volumetric efficiency of the pump is 97 per cent., what 
should be the diameter of the plunger? Solution. — ^A gallon contains 

231 cu. in. By For. (20), dp = Vl83.35Fa/LrE,d = 

V 183.35 X (141 X 231 ^ 1728) -5- (90 X 0.97) = 6.3 in. 

28. The Requisite Steam-Piston Diameter For A Direct- 
Acting Steam Pump may be found by the following formula: 



(21) d. = y]^^^^ (inches) 

Wherein d« = diameter of steam-piston, in inches. A = 
area of water-piston or plunger, in square inches. P«, = total 
head-pressure, in pounds per square inch. P, = steam pres- 
sure, in pounds per square inch. The mechanical efficiency 
(Sec. 41) of the pump is herein assumed as 70 per cent. 

Example. — The requisite diameter of water-piston for a direct-acting 

steam pump is found to be 8 in. The total head-pressure is 200 lb. per 

sq. in. The available steam-pressure is 80 lb. per sq. in. What should be 

the st eam-piston diameter? Soluti on. — By For. (21) d, = Vl.8AP«,/P, 

= Vl.S X 8* X 0.7864 X 200 -i- 80 = 15 in. 

Note. — ^Thb Plunger- Or Watbr-Piston-Sizb For A Duplex 
Pump Is Computed On The Basis of one-half the total quantity of water 
to be delivered, and upon the rate of travel of one piston. 

Note. — The Piston-Speed Op A Direct-Acting Steam-Pump should 
be gaged according to the size, of the pump. In large- and medium-sized 
pumps for general service, it should not exceed about 100 ft. per min. 
In small pumps, with strokes of from about 3 to 9 in., the piston travel 
should range from about 40 to 75 ft. per min. 
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29. To Compute The Average Velocity Of Flow Through 
The Discharge Pipe Of Any Reciprocating Pump, the following 
fonnula may be used. Slip is disregarded. 

(22) Vm = ~~^T' (^®^* P^^ minute) 

Wherein, Vm = the average velocity of flow through the dis- 
charge pipe, in feet per minute, dp = diameter of water piston, 
in inches. d» = actual internal diameter of discharge-pipe, in 
inches. Lt = effective piston travel, in feet per minute; for a 
double-acting pump, Lt = feet which the piston travels in a 
minute; for a single-acting pump, Lt = (/ee^ which the piston 
travels in a minute) ■t-2. 

Example. — The water-piston diameter in a direct-acting (double- 
acting) steam pump is 3 ^ in. The discharge-pipe internal diam. is 
IJ^ in. The piston travel is 100 ft. per min. What is the average 
v*elocity of water flow in the discharge pipe? Solution. — By For. (22): 
Vn, = d^pLr/di^ = 3.5 X 3.5 X 100 -5- (1.5 X 1.5) = bUft.per min, 

30. The Net Work Of A Pump is the quantity of work 
which is theoretically necessary to elevate the water or other 
liquid from the suction-level to the discharge-level. That is, 
it is the work performed in overcoming the total measured 
head, Lkmr For. (5). 

31. The Net Work Performed By A Pump May Be Com- 
puted by the following formula: 

(23) W« = WLfcrnr (foot-pounds) 

Wherein Wu = net work in foot-pounds. W = weight of 
water or other liquid pumped, in pounds. Lhmr = the total 
measured head (Sec. 11), in feet = vertical height, in feet, 
from level of suction supply to discharge level. 

Example. — ^A pump lifts 14,620 lb. of water from a pond and de- 
livers it to a reservoir. The vertical distance between the suction- and 
discharge-levels is 41 ft. What is the net pump-work? Solution. — By 
For. (23), Wu = WLkmT = 14,620 X 41 = 599,420 /<. lb. 

32. The Actual Work Of A Pump includes, in addition to the 
net work (Sec. 30), all of the work performed in overcoming 
frictional resistances and in imparting velocity to the liquid. 
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The frictional resistances include, besides the water-friction 
in the suction- and discharge-pipes and in the pump passages, 
the mechanical friction between the moving parts of the pump- 
ing mechanism. 

33. The Rate At Which A Pump Does Work May Be 
Expressed In Terms Of Horse Power. — The total horse 
power developed in the 
steam-cylinders of steam- 
pumps may be computed 
from indicator diagrams 
(Fig. 22) taken from the 

steam-cylinders. The total _^__ 

horse power developed in Atmospherk Une-'^ 

the water-cylinders of re- Fia. 22. — indicator Diagram From Steam-Cyl- 
Ciprocating pumps of all -der Of Direct-Acting Steam-Pump. 

types may be computed from indicator diagrams (Fig. 23) 
taken from the water-cylinders. 

Explanation. — In the pump diagram (Fig. 23) the total height, 
LhTj indicates, to the scale of the diagram, the total head, For. (6), on 
the pump; this is called the indicated head. The heights Lhm» and Lhmd 
indicate, respectively, the measured suction head, Lhm» of For. (5), and 
the measured delivery head, Lhmd, For. (5). The heights s and d indicate, 
respectively, the friction heads on the suction and delivery sides of the 

pump. That is, s + d indicates 
the total friction head, Lh/t of For. 
(4). The sum L*„, + Ijumd + d 
comprises the uaef'id head on the 
pump. The velocity head is 
herein considered as being so 
small that it may be neglected. 
All of these heads are expressed 
(Sec. 5) in pounds per square inch. 

34. The Hydraulic Or 
Water Horse Power Devel- 
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Flo. 23. — Indicator DiagramFrom «•* k t%^ 

Water-CyUnder Of Reciprocating Pump. Opcd By A Pump is the USO- 
(Velocity head is hereon neglected.) f^ ^OrSO pOWCr developed in 

the pump cylinder as computed upon a basis which comprises 
the actual weight of water discharged and the total useful head. 
It may be expressed by the following formula: 

(24) PuAp=?^ (horsepower) 



33000 
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Wherein Pu»p = the theoretical hydraulic horse power. 
Win = the weight of liquid pumped, in pounds per minute. 
L*B = the total useful head, in feet, = the head, in feet, corre- 
eponding to the gage-pressure (Fig. 24) at the pump discharge 
nozzle + the head due to the height of the dischai^e nozzle 
above the level of the source of suction supply. 

E^AMPLx. — A direct-acting steam-pump 
moves 4,160 lb. of water per miD. against 
a total lueful head of 36 ft. What is the 
net horse power developed? Solution. — 
By For. (24), P.A, = W,^*./33O0O - 4160 
X 36 -^ 33000 - 4.6 h.p. 

36. The Indicated Efficiency Of A 
Reciprocating Pump is the ratio, ex- 
pressed aa a per cent., of the net useful 
horse power (Sec. 34) to the horse 
power computed (Sec. 39) from the 
pump indicator digram (Fig. 23). It 
may be expressed by formula: 

(25) Ei = i§^ (per cent.) 

H„tp 
Fia. 24.— Pump 8howin,4o Wherein Ei = the indicated efficiency, 
Lb. p« sq. In. Gw p«Mure jn p^r cent. P»ap = the useful horse 

At Disohkrae Noule. ,„ „,. _ , , 

power (Sec. 34). Pu^p ■= the horse 
power, as computed (Sec. 39) from the pump indicator 
diagram (Fig. 23). 

Note. — The indicated efficiency of a pump is a criterion of the sum 
total of hydraulic losses, or of the losses occurring solely in the water-end. 

Example. — A reciprocating plunger pump moves 5910 lb. of water 
against a total useful head of 61 ft. The hydraulic horse power 
developed, as computed from an indicator diagram, is 12.14. What is 
the indicated efficiency? Solution. — By For. (24), lAe ueeftd horse power 
= P-ftp - W„I,*„/33,000 = 6910 X 61 -i- 33,000 = 10.93 h.p. By For. 
(25), the indicated effidency - R - 100 P«a,/PbAp = 100 X 10.93 + 
12.14 = W per cent. 

36. The Hydraulic Losses Of A Pump are defined as those 
losses in hydraulic pressure (or head) which occur in the 
suction pipe and in the pump itself. They comprise pressure 
equivalents of the losses in head due to: (1) The Passage 
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Op The Water From The Well Or Other Supply Source, 
Through The Suction Pipe And Pump, To The Point 
Where The Discharge Gage (D, Fig. 25) Is Connected; 
these consist of: (a) suction-pipe entrance lossj (b) suction-pipe 
and pump velocity losSj (c) suction-pipe friction loss, (d) losses 
in suction-pipe bends and connections, (e) friction loss in 
parsing through pump suc- 
tion valves, (f) fnction loss ^^ ^^^ ^.^^.^^ /S 
in parsing through pump 
discharge valves. (2) The 
Pressure Necessary To 
Overcome The Reaction 
Op The Springs Op The 
Discharge Valves. The 
pressure lost due to losses 
under (1) and (2) will each 
be equivalent to about J^ 
per cent, of the total dis- 
charge pressure, giving a 
total hydraulic loss of 
about 1 per cent. 
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Fig. 25.— Duplex Fire-Pump With Dis- 
charge And Suction Gages Attached. De- 
NoTE. — In commercial pump signed To Run From 150 To 250 Ft. Of Piston 

tests and computations, it is, as "^^^^^^ ^^^ ^^°- ^^"^ CyUndew, i4-in. 

, . 1. X 1 T .» Diameter. Water Cylinders, 8.6-In. Diameter, 

above mdicated, ordinarily un- gt,oke ijj-in. 

derstood that the hydraulic 

losses in the suction pipe are to be included with the losses in the pump 

itself. From a theoretical standpoint, this is incorrect. But the pump 

manufacturers accept this practice because it simplifies testing and 

guarantees. In any case, the true suction-pipe losses are very small 

and will be practically the same for all pumps which are doing the same 

work. On the other hand, the discharge-pipe losses are never included 

in the hydraulic losses of a pump. 

37. The Hydraulic EfEiciency Of A Pump may be expressed 
as a percentage by the formula: 

100 P 

^ P + the hydraulic losses 

Wherein: E* = the hydrauUc efficiency, in per cent. 
P = [pressure as read on discharge gage (D, Fig. 25) in 
lb. per sq. in., when pump is delivering the quantity of water 
at which it is desired to determine EJ + [0.433 X (distance in 
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feet from discharge gage to surface of water in well)]. Tke 
hydraulic losses are as enumerated above; they may be 
obtained as explained in the following note. 

Note. — ^Thb Nbcbssakt Data To Determine Tbb Htdrauuc 
Efpicienct of a given pump may be eecured in the following manner: 
An indicator is attached to the water cylinder and the pump driven at 
such a speed and the discharge valve is so throttled that the pump will 
deliver that quantity of water at which the hydraulic efficiency is de- 
sired. The discharge valve must be located on the discharge aide of 
gage D and some distance away from it. 
Hydraulic indicator cards (Fig. 26) are then 
taken, and at the instant the card is taken the 
discharge gage (D, Fig. 25) is read. Compute P 
as above indicated, and lay off this pressure (line 
AB, Fig. 26) to the scale of the indicator card, 
measuring downward from the top of the indi- 
» f^ , J, . ^ J cator card as shown in Fig. 26. The remainder 

Fid, 26.— IndlutorCard , ,, ,, , >,,-,. ... , , , . ,. 

Tmken On Water End oi ™ *"^ distance, BC, IB, to the scale 01 the mdi- 
S tea ID Ptiiiip, Showing cator card, the hydrauUc losses, that is the pressure 
Total HydraiOio Lows. required to overcome the losses. 

38. The Usual Practice In Detenniniug The Load On A 
Pump is to attach a pressure-gage to the discharge-pipe, 
D (Fig. 25), and to the intake-pipe, S (Fig. 25), a gage which 
indicates both vacua, or pressures below atmospheric, and 
pressures above atmospheric. Then, if the pump lifts the 
water, the suction-gage, S, will indicate a pressure less than 
atmospheric. But if the water flows, under a head, to the 
intake of the pump, the intake-gage, S, will indicate a pressure 
greater than atmospheric. If S indicates a pressure less than 
atmospheric, the nei gage-pressure is found by adding, to the 
pressure per square inch shown by the discharge-gage D, the 
pressure per square inch which corresponds to the vacuum, 
in inches, shown by the intake gage, S. If S indicates a 
pressure above atmospheric, the net gage-pressure is then- 
found by subtracting, from the pressure per square inch 
shown by the discharge-gage, D, the pressure per square inch 
above atmospheric, which is shown by the intake^age, jS. 
The load on the pump, in pounds per square inch, is then 
equal to the net gage-pressure plus the pressure which is due 
to the hydrostatic head, L^m (Fig. 25), between the points of 
attachment of the gages. 
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Example. — If the discharge-gage, D, (Fig. 25) shows 41 lb. per sq. 
in., and the intake-gage, Sj shows a vacuum corresponding to a reduc- 
tion of 3 lb. per sq. in. below normal atmospheric pressure, then the 
net gage-pressure is41 +3 = 44 Z6. per sq. in. And if the vertical 
height, Lhm, is 5 ft., then the pressure against which the pump works ~ 
44 H- (6 X 0.433) = 46.1 Z6. per sq. in. But if the intake-gage shows a 
pressure of 3 lb. above normal atmospheric pressure, then i?ie pressure 
against which the pump works = [41 — 3] + [5 X 0.433] = 40.1 IJb. per 
sq. in. 

Note. — Conversion Op A Vacuum Reading In Inches Of Mer- 
cury To Terms Op Pounds Per Square Inch may be done by multi- 
plying the reading in inches by 0.4914, or, in practice by 0.49. 

Example. — ^If the-intake-gage, <S, (Fig. 25), shows a vacuum of 5 in., 
the difference between normal atmospheric pressure and the pressure in the 
intake-pipe = 5 X 0.49 = 2.25 ^. per sq. in. 

39. The Actual Or Indicated Hydraulic- or Water-Horse- 
Power Developed By A Pump is the total horsepower devel- 
oped in the pump cylinder, as computed upon a basis of the 
mean pressure throughout the discharge stroke of the pump 
plunger. The mean pressure is obtained from an indicator 
diagram (Fig. 23) taken during a double stroke of the pump 
plunger. The hydraulic horsepower computed upon , this 
basis includes the power expended in overcoming all resistance 
due to water-friction from the inlet orifice of the suction pipe to 
the outlet orifice of the discharge pipe. The indicated hydraulic 
horsepower may be expressed by the following formula: 

PLfAN, 

(27) Pu,hp = {H.P.)i = gg qqq' (horsepower) 

Wherein Prvhp = the actual hydrauUc horsepower. P = the 
load on the pump, Sec. 38, in pounds per square inch, which 
may be computed from the indicator diagram. L/ = the 
length of the stroke, in feet; A = the area of the plunger, in 
square inches. N, = the number of strokes per minute. 

40. The Total Driving Horse Power Developed By A 
Steam Pump Or Delivered To A Power Pump includes the 
actual hydrauUc horsepower (Sec. 39) plus the horsepower 
required to overcome the mechanical or metal-to-metal friction 
in the complete pmnping mechanism. In the case of a steam- 
pump, the total driving horse-power will correspond to tjie 
indicated horse-power, as computed with the aid of indicator 
diagrams (See the author's Steam Engines) which is developed 
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in the steam cylinder or cylinders. In the case of a power 
plunger-pump, or of a centrifugal pump, the total driving 
horsepower will Ibe the horsepower deUvered by belt-trans- 
mission, gear-transmission, or by direct motor-connection, to 
the pump pulley, driving-shaft or spindle. 

41. The Mechanical Efficiency Of A Reciprocating Pump 
is the ratio, expressed as a per cent., of the indicated hydrauUc 
horsepower (Sec. 39) to the driving horsepower. The hydrau- 
lic horsepower may be computed from (Fig. 23) a piunp indica- 
tor diagram. The driving horsepower of a steam-driven 
pmnp may be computed from (Fig. 22) a steam indicator 
diagram. In the case of a power pump (Fig. 24) the driving 
horsepower is the total horsepower delivered to the pump by 
belt, gearing, or direct shaft-connection. The mechanical 
eflBciency may be expressed by the following formula: 

(28) E« = i^OP^^ ^ (p^^ ^^^^^ 

Wherein Em = the mechanical eflBciency, in per cent. Pu,hp 
= the hydraulic horsepower, as computed from the pump 
indicator diagram. Pbhp = the driving horsepower. 

Note. — ^The mechanical eflBciency of a pump is a criterion of the loss 
due to mechanical friction in the mechanism which transmits the driving 
power to the water end of the pump. The higher the mechanical eflS- 
ciency the less the mechanical losses in the pump. 

Example. — The hydrauUc horsepower of direct-acting steam pump, as 
computed from a pump-indicator diagram is 42.3. The driving horse- 
power , as computed from a steam-indicator diagram, is 49.76. What is 
the mechanical eflBciency. Solution. — By For. (28): E» = 100 Ptohp/ 
Pwp = 100 X 42.3 ^ 49.76 = 85 per cent. 

Note. — The Maximum Mechanical Efficiency Obtained With 
Direct-Acting Steam Pumps is about 80 per cent. This eflBciency may 
be had with very large pumps. The eflBciencies diminish with the sizes 
of the pumps. Very small pumps may give an eflBciency of only 50 per 
cent., or even less. 

42. The Total Efficiency Of A Pump Is The Product Of The 
Volumetric, Hydraulic, And Mechanical Efficiencies. It is 

the eflSciency which is, ordinarily, specified by the manufacturer 
of the pump. It is a criterion of the pump's overall economy 
in the use of power. It may be expressed by formula: 

(29) Et = {qqqq (per cent.) 
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Wherein Et = the total eflBciency, in per cent. Er = the 
volumetric eflBciency, in per cent. E^ = the hydraulic eflB- 
ciency, in per cent. Em = the mechanical eflBciency, in per 
cent. 

Note. — ^For a steam-driven pump, the total efficiency recognizes all 
losses — steam, mechanical and hydraulic — ^from the steam cylinder 
to the water-discharge pipe. For a power-driven pump, the total eflS- 
ciency recognizes only the mechanical and hydraulic losses from the 
driven pulley, gear or shaft to the water-discharge pipe. 

43. Total-Efficiency Values For Different Pumps may vary 
widely with the condition and the design of the pump. Cen- 
trifugal pumps may show total eflBciencies thus:~100 gal. per 
min., 40 per cent.; 200 gal., 50 per cent.; 300 gal., 60 per cent.; 
400 gal., 65 per cent., 600 gal., 70 per cent.; 800 gal., 85 per 
cent.; 100 gal., 75 per cent.; 1500 gal., 78 per cent. The 
eflBciency of a centrifugal pump is also determined largely by 
its speed and capacity. Hence it is always advisable, when 
specific data are required, to obtain guarantees from the 
manufacturers. The total eflBciency of a belt- or gear-driven 
power pump may range from about 50 to 80 per cent. 

44. Table Showing Approximate Total Efficiencies Of 
Steam Pumps In Good Condition (Peelers Mining Engineers' 
Handbook). 
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45. The Horsepower Required For Pumping may be com- 
puted by the following formula: 

(30) Pbhp = ^^Q p^ (horsepower) 

Wherein "Pbhp = the horsepower input required to drive a 
pump against the maximum total head; for a steam pump it is 
the indicated steam horsepower required for the steam end, 
for a power-pump it is the horsepower in|)ut required at the 
driving pulley, gear or shaft. W^^ = the weight of water to be 
pumped, in pounds per minute. Lht = the total head on the 
pump, in feet. E* = the total efficiency of the pump, in per 
cent., as defined in Sec 42. 

Example. — It is required to pump 1,205 gal. of water per min. against 
a total head of 450 ft. The total efficiency of the pump which will be 
used is 64 per cent. What horsepower must be supplied to operate the 
pump? Solution. — Since 1 gal. of water weighs 8.3 lb., 1,205 gals, will 
weigh: 1,205 X 8.3 = 10,000 ». By For. (30); Pwip = W,mLht/SSOEt = 
(10,000 X 450) -^ (330 X 64) = 213 h.p. 

Example. — It is required to pump 10,000 lb. of water per min. against 
a total head of 450 ft. Assuming volumetric and hydraulic efficiencies 
of 98 per cent, each, and a mechanical efficiency of 80 per cent., what 
horsepower must be suppUed? 

Solution.— By For. (29), the total efficiency = E« = E„EAEm/10,000 = 
98 X 98 X 80 4- 10,000= 77 per cent. By For. (30), the required horse- 
power = Pftftp = WimLht/SSO E( = (10,000 X 450) -5- (330 X 77) = 177 
h.p. 

46. The Duty Of A Steam Pump is the ratio of the work done 
by the pump to the quantity of coal, steam or heat consumed 
in doing the work. 

47. The Duty Of A Steam Pump On A Basis Of Coal Con- 
sumption may be found by the following formula: 

(31) Dc = ^^^^^^^ (ft. lb. per 100 lb. coal) 

Wherein Dc = duty, foot pounds, per 1(K) lb. of coal. W = 
weight of Uquid pumped, in pounds. Lht = total head on 
pump in feet. Wc = weight of coal consumed in pounds. 

Example. — A steam pump raises 12,900,000 lb. of water against a 
total head (Sec. 12) of 60 feet. The steam supplied to the pump, while 
doing this work, requires the combustion of 2,500 lb. of coal. What is the 
duty? 
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Solution.— By For. (31), D, = 100 WLht/^c = 100 X 12,900,000 X 
60 -^ 2,500 = 30,960,000 ft. lb. per 100 lb. of coal. 

Note. — Pump-Duty Computed On A Basis Of Coal Consumption 
is of practical use in comparing the merits of two or more steam pumps 
only when the same quality of coal is used in testing all of the pumps. 

48. The Duty Of A Steam Pump On A Basis Of Steam 
Consumption may be computed by the following formula: 

(32) D. = ^Q^^^^^ (ft. lb. per 1000 lb. steam) 

Wherein D, = duty, in foot pounds per 1,000 lb. of dry steam. 
W = weight of water pumped, in pounds. Lht = total 
head on pump in feet. W, = weight of steam consumed, 
in pounds. 

Example. — ^A steam-pump raises 8,765,000 lb. of water against a 
total head of 125 ft. The steam-consumption is 8,315 lb. What is the 
duty? 

SoLunoN.--By For. (32) D, = 1,000 WL^r/W. = 1,000 X 8,765,000 X 
125 ^ 8,315 = 131,764,883 /t. lb. per 1,000 lb. of dry steam. 

Note. — Pump-Duty Computed On A Basis Of Steam-Consumption 
may have only an approximate value. This may be due to the difficulty 
of determining the exact weight of dry steam used. It may also be due to 
variations of steam pressure. A given weight of high-pressure steam 
will do more work in the cyUnder than the same weight of compara- 
tively low pressure steam. 

49. The Duty Of A Steam Pump On A Basis Of The Quan- 
tity Of Heat Consumed may be computed by the following 
formula: 

,^^, -. l,000,000(Pd ±Pi + PD)ALfN, 1,000,000 WLfcr 
(66) Dh = jj = jj 

(ft. lb. per 1,000,000 B.t.u.) 

Wherein D* = duty, in foot pounds, per 1,000,000 B.t.u. 
Pd = discharge pressure, in pounds per square inch, as indicated 
by a gage in the discharge pipe. Pi = intake pressure, in 
pounds per square inch, as measured from atmospheric pres- 
sure (Sec. 38) by a gage in the intake pipe — to be added if 
negative and to be subtracted if positive. Pd = pressure, in 
pounds per square inch, due to hydrostatic head between 
points of attachment of pressure gages. A = effective area of 
plunger, in square inches. L/ = length of stroke, in feet. N^ 

8 
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= total number of strokes H = total quantity of heat 
consumed, in British thermal units, as determined by steam 
consumption test; see the author's Steam Engines. 

Note. — Pump-Duty Computed On A Basis Of Heat-Consumption 
is more nearly exact than computations (Sec. 49) on bases of coal- or 
steam-consumption. Since the determining factor is the actual quan- 
tity of heat energy expended in the steam-cylinder, pump-duty figured 
on this basis provides a true criterion of the comparative working efl5- 
ciencies of two or more different pumps. This method has been recom- 
mended by the A. S. M. E. 

Example. — A duplex steam-pump has inside-packed plungers of 20- 
in. diameter and 15-in. stroke. The plunger-rods are of 3-in. diameter. 
The total heat in the steam supplied to this pump, during a duty trial, 
was 17,642,400 B.t.u. The pump made, during the trial, 37,264 strokes. 
The average discharge-pressure, as indicated by a gage in the discharge 
pipe, was 96 lb. per sq. in. The average intake-pressure, as indicated 
by a gage in the suction pipe, was 4 lb. per sq. in. below atmospheric 
pressure. The pressure due to the hydrostatic head between the suction- 
and discharge-gages was 3.5 lb. per sq. in. What was the duty? 

Solution.— By For. (33),Da = 1,000,000 (Pd ± Pi + Pd) ALfN,/H = 
1,000,000 X (96 H- 4 H- 3.5) X [20* X 0.7854 - (3* X 0.7854 -^ 2)] X 
(15 ^ 12) X 37,264 -^ 17,642,400 = 84,884,000 ft, lb. per 1,000,000 
B,t.u. 

60. The Miscellaneous Reciprocating-Pump Formulas 

which follow supplement those given previously herein. 
These formulas relate specifically to single-acting simplex 
pumps. The number of strokes per minute = the niunber of 
pumping strokes per minute = J^ the number of reversals of 
the piston. Where cylinder area is used in the ifollowing 
formulas, it means the crossnsectional area of the cylinder 
taken at right angles to the piston rod. 

Note. — In The Event That These Formulas Are Used In Double- 
AcTiNGhPuMP Computations, the number of working strokes per minvie = 
the number of reversals per minute of the piston. Also, in double-acting- 
pump computations, for cylinder area must be substituted [cylinder area — 
(piston-^od area -^ 2)]. For (diameter of cylinder)^ must be substituted 
{ (diameter of cylinderY — [(diameter of piston rody -^ 21 }. 

(34) Gal. per min, 
__ {Strokes per min.) X {Stroke in in,) (Dig, of water cyl. in in.) * 
- 294 
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Example. — How many gallons of water will be delivered per minute 
by a pump having a water cylinder 8 in. in diameter by 12 in. stroke 
when it is making 100 strokes per minute? Solution.— G'ottorw per 
minute = (100 X 12 X 8 X 8) ^ 294 = 261 ^. per win. 

(35) Dia. of loater cylinder in in. 



= 17.14^ 



Gal, per min 



(Stroke in in.) X (Strokes per min.) 

Example. — What will be the required water-cylinder diameter to 
pump 200 gal. per min., if the length of stroke is 10 in. and the pump 
makes 120 strokes per min.? Solution. — Diameter of water cylinder 
in inches = 17.14V(200) ■*• (10 X 120) - 7 in, 

(36) Area of water cylinder in sq, in. 

(231) X (Gal. per min.) 



(Strokes per min.) X Stroke in in.) 

Example. — What area of water cylinder is required to pump 330 gal. 
per min., if the pump has a 16 in. stroke and makes 80 strokes per min.? 
Solution.— Area of water cylinder = (231 X 330) ■*• (80 X 16) - 69.6 
sq. in. 

(37) Area of waier cylinder in sq. in. 

^ (3.85) X (Gal, per hr.) 

"" (Strokes per min.) X (Stroke in in.) 

Example. — A pump has a stroke of 24 in., and makes 50 strokes per 
min. What must be the water-cylinder area if it is to pump 97,920 gal. 
per hr.? Solution. — ^Area of water cylinder = (3.85 X 97,920) ■^ 
(50 X 24) = 314 sq. in. 

(38) Length of stroke in in. 

(231) X (Gal, per min.) 

"" (Strokes per min.) X (Area of water cyl. in sq. in.) 

Example. — What must be the length of stroke of a pump having a 
water-cylinder area of 28.3 sq. in., if it must pump 146 gals, per min. when 
making 120 strokes per minute? Solution. — Length of stroke » (231 X 
146) -5- (120 X 28.3) = 10 in. 

(39) Stroke in in. 

^ (Gal, per hr.) X (4.9) 

"" (Strokes per min.) X (Diam. of water cylinder in in.)^ 

Example. — What will be the required length of stroke to pump 35,251 
gal. per hr. if the pump has a water cylinder 12 in. in diameter and makes 
80 strokes per min.? Solution. — Length of stroke = (35.251 X 4.9) -r 
(80 X 12 X 12) = 15 in. 



36 STEAM POWER PLANT AUXILIARIES [Div. 1 

(40) Stroke in in, 

{Gal, per min.) X (294) 

~ {Strokes per min.) X {Diam. of water cyl. in in.y 

Example. — What will be the required length of stroke to pump 587 gal. 
per min. if the pump has a water cylinder 12 in. in diameter and makes 
66.6 strokes per min. Solutign. — Length of stroke — (587 X 294) -r 
(66.6 X 12 X 12) = 18 in, 

yA^\ o* 1 ' (^^^- per hr,) X (3.85) 

(41) Strokes per mm, = j^^^^f—. — ^—, ^^ . x" /a/ ? • - \ 

( Water-cyl, area m sq, m,) X {Stroke in in,) 

Example. — How many strokes per minute will a pump have to make 
to pump 8,812 gal. per hr. if it has a water-cylinder area of 28.3 sq. in. 
and a length of stroke of 12 in.? Solution. — Number of strokes = 
(8,812 X 3.85) ^ (28.3 X 12) = 100 per min, 

{Gal, per hr,) X (4.9) 



(42) Strokes per min. = 



{Stroke in in,) X {Dia, of water cyl, in in.)^ 



Example. — How many strokes per minute will a pump have to make 
to pump 8,812 gal. per hr. if it has a water-cylinder diameter of 6 in. and 
a length of stroke of 12 in.? Solution. — Number of strokes = (8,812 X 
4.9) ^ (12 X 6 X 6) = 100 per min, 

(43) Strokes per min, 

^ {Gal, per min,) X (2 3 1) 

{Stroke in in,) X {Area of water cyl, in sq, in.) 

Example. — How many strokes must a pump make per minute to 
pump 146 gal. per min. if it has a water-cylinder area of 28.3 sq. in. and 
a 10 in. stroke? Solution. — Number of strokes = (146 X 231) -5- 
(10 X 28.3) = 120 per min, 

(44) Water-gage pressure necessary to balance steam-gage 

_ {Steam-gage pressure) {Diam. in in. of steam-cyl,)^ 

pressure '~ 7~r\~' ' * ^? i i \o 

'^ {Diam, m m, of water-cyl,)^ 

Example. — If a pump has a steam cylinder 5 in. in diameter and a 
water cylinder 3 in. in diameter, what water-gage pressure will be re- 
quired to balance a steam-gage pressure 150 lbs. per sq. in.? Solxttion. 
— Waier-gage pressure = (150 X 5 X 5) •*• (3 X 3) = 416 lbs. per sq. in, 

(45) Steam-gage pressure necessary to balance waier-gage 

__ {Water-gage pressure) {Dia, in in, of water cyl,)^ 

pressure — / t\' • • ^ a i \9 

'^ {Dia, m m, of steam cyl.)^ 

Example. — If the water cylinder of a pump is 8 in. in diameter and 
the steam cylinder is 12 in. in diameter, what must be the steam-gage 
pressure in order to just balance a water-gage pressure of 130 lbs. per 
sq. in.? SohVTiON.— Steam-gage pressure = (130 X 8 X 8) -^ (12 X 12) 
= 57.8 lbs. per sq. in. 
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(46) Area of water cylinder in sq. in. necessary to balance a 
given steam pressure = 

(Area of steam cyl, in sq, in,) X (steam pressure in lbs, per sq. in,) 

(Water pressure in lbs, per sq, in,) 

Example. — ^A pump has a steam-cylinder area of 113.1 sq. in. If the 
steam gage reads 60 lbs. per sq. in. and the water-pressure gage reads 
135 lbs. per sq. in., what must be the area of the water cylinder if the 
piston is just balanced? Soujtign. — Area of toctter cylinder = (113.1 X 
60) ^ 135 « 50.25 8q. in, 

(47) Area of steam cylinder in sq. in. necessary to balance a 
given water pressure = 

(Area of water cyl. in sq, in,) X (Water pressure in lbs, per sq, in.) 

(Steam pressure in lbs, per sq, in.) 

Example. — A pump has a water-cylinder area of 50.25 sq. in. If the 
water gage shows a pressure of 135 lbs. per sq. in. and the steam gage 
shows a pressure of 60 lbs. per sq. in,, what must be the area of the 
steam cylinder if the piston is just balanced? Solution. — Area of 
steam cylinder = (50.25 X 135) ■*• (60) = 113.1 sq, in, 

QUESTIONS QN DIVISION 1 

I. What conditions govern the height to which water may be lifted by pump-suction? 
What is the practical limit of suction-lift at sea-level? What is the practical limit of 
temperature at which water may be lifted by pump-suction? 

t. What is a static headt What is its significance? 

8. Why should water from an open heater enter the suction-nossle of a boiler feed 
pump under a static head? Describe the action that may occur within the pump 
cylinder, if the inlet static-head is insufficient. 

4. Enumerate the three general forms of resistance, or head, which must be overcome 
in pump-operation. Which of these comprise the dynatnic headt 

6. What is velocUy^headt Friction-headt Meatured-headt 

6. Enumerate the causes of friction-head. 

7. What is entrance-headt 

8. If a pump is discharging into the compression-tank of an elevator sjrstem, how is 
the head due to the gage-pressure in the tank classified in computations relating to the 
performance of the pump? 

9. What is the toted head on a pumpt 

10. Do computations based ui>on values taken from published tables afford, in all 
cases, accurate criteria of the water-friction in pipes? Why? 

II. What is the diaplaeement of a reciprocating pumpt 

15. What constitutes the effective displacement area of an outside-end-packed 
plunger? Of a center-packed plunger? Of an inside-packed plunger or piston? 

18. What is pump-alipt Under what circumstances may pump-slip be negative? 
14. Explain the influence of high piston speed on pump-slip. 

16. What is meant by the volutnetrie efficiency of a pumpt 

16. What should be the maximum limit of piston-speed for a pump with a 20-in. 
stroke? With a 9-in. stroke? With a 3-in. stroke? 

17. What is meant by the useful work of a pumpt The aetucU work? 

18. What is meant by the indicated efficiency of a reciprocating pumpt What losses 
does this efficiency particularly signify? 
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19. What is meant by the hydraulic efficiency of 4i pumpt 

50. What constitutea the total head in determining the hydraulic efficiency? 

51. Describe an experimental method of determining the load on a pump. 

SS. What is meant by the mechanical efficiency of -a reciprocating pumpt What loes 
is determined by this efficiency? 

55. What is meant by the total efficiency of a pumpt What does this efficiency 
signify? 

S4. What is meant by the duty of a steam pumpt 

56. What conditions may vitiate the practical significance of pump-duty computed 
on a basis of coal-consumption? On a basis of steam-consumption? 

S6. Wherein lies the practical value of pump-duty computed on a basb of heat- 
consumption? 

PROBLEMS ON DIVISION 1 

1. Atmospheric pressure at an altitude of 13,000 ft. above sea-level is approximately 
9 lb. per sq. in. What is the practical suction lift at this elevation? 

5. A direct acting steam pump is lifting water through a height of 11 ft. and dis- 
charging it through an additional height of 19 ft. What is the total static head, ex- 
pressed in terms of pressure? 

8. A boiler feed pump has the water fed to it (Fig. 3) by gravity. It is assumed that 
the inlet head thus produced is wholly expended in filling the pump cylinder with water 
against a tendency of the water, due to its temperature, to vaporise in the cylinder. 
Hence no part of this head is available for balancing an equivalent head on the delivery 
side. The delivery pipe is of lyi in. sise. It has a total horisontal length of 115 ft. 
and a vertical length of 38 ft. There are three 90 deg. elbows, two plugged tees and 
two globe valves in the line. The boiler pressure is 150 lb. per sq. in. If about 20 gal. 
of water are deUvered per minute, what pressure head will be necessary in the pump 
cylinder? What is the equivalent gage pressure? 

4. If all conditions remain the same as in prob. 3 except that the pipe-sise is changed 
to 1 in., how many gallons of water will be delivered? 

6. A direct-acting simj^lex steam pump is required to deliver 90 cu. ft. of leater per 
mim The flow velocity in the suction pipe is assumed to be 210 ft. per min. and in the 
discharge pipe 390 ft. per min. What should be the sixes of the piping for suction and 
discharge? 

6. An outside end-packed duplex plunger pump has plungers of 10 in. diameter. 
The stroke is 20 in. Each plunger makes 65 strokes per min. What, if the pump is 
double acting, is the displacement in cubic feet per minute? 

7. The displacement of a pump is 510 cu. ft. per min. The pump delivers 487 cu. 
ft. of water per min. What is the slip? 

8. What is the volumetric efficiency of the pump of Prob. 7? 

9. The plunger diameter in a direct acting simplex steam pump is 3.5 in. The stroke 
is 6.5 in. When the plunger makes 110 strokes per minute, the volumetric efficiency is 
98 per cent. What is the discharge? 

10. A direct acting duplex steam pump is required to deliver 990 cu. ft. of water per 
hr. while running 100 ft. of piston travel per min. If the volumetric efficiency is 96 
per cent, what should be the water-piston diameter? 

11. The water piston diameter in a direct-acting steam pump is 5 in. The pump 
discharges through a 2 in. pipe. The piston travel is 80 ft. per min. What is the 
velocity of flow in the discharge pipe? 

15. A pump elevates 20,106 lb. of water per minute through a total vertical height 
of 38.5 ft. What net work, in foot pounds, is done in one minute? 

18. What is the net horse power expended by the pump in Prob. 12? 
14. What is the horse power required for lifting 9.500 lb. of water per minute against 
a useful head of 310 ft. when the total efficiency of the pump is 85 per cent.? 

16. A steam pump elevates 9,000,000 lb. of water against a total useful head of 120 ft. 
The coal consumption of the boilers while furnishing steam for this work is 3,500 lb. 
What is the duty of the pump per 100 lb. of coal? 



DIVISION 2 

DIRECT-ACTING STEAM PUMPS 

61. Direct-Acting Steam Pumps For Modem Power-Plant 
Service are (Fig. 27) of the reciprocating double-acting, 
suction type. That is, they are designed to raise wafer by 
suction from a lower level, and to deliver it during each stroke 
of the moving element (Fig. 28) to tanks, boilers, or wherever 
else required. 



Pia. 27.— Water-End Of Dlied-Aflinc Btemis-Pdmp Hsvinc Wftter-Piatan Fitted With 

EixpLANATioN. — The movement toward the left of the piston {P-Fig, 
28) as indicated, causes the water in the space £ to be forced out through 
the left-hand pair of discharge valves, Vd- Coinci dentally, it creates a 
partial vacuum in the space A. That is, it causes the air pressure in 
the space A to be lowered. This reduction of pressure, per square inch, 
must be equal to, or greater than, the pressure per square inch which is 
imposed by the weight of a column of water of the height Lt, of Fig. 1. 
The external stmoapheric pressure will then force the water up the suc- 
tion pipe, S, and through the right-hand pair of suction valves, V,. On 
the return stroke, a partial vacuum is created in the space B. Water 
then enters space B tlirough the left-hand pair of suction valves, while 
the water in vl is forced out through the right-hand pair of discharge 
valves. 
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Note. — The iotake water often flowe under pressure to the suction 
noeeles (Sec. 4) of power-plaot pumpe. The intake pressure may be 
due (Fig. 29) to an elevated BOurcB of supply, or it may be derived from 

street mains. 



1 The PHndple Of Fio. 2«.- 



S2. The AUowable Veloci^ Of Flow la The Water-Piping 
Of A Direct-Acting Steam-Pump is; (1) For the intake-pipe, 




about 200 ft. -per min. (2) For the discharge-pipe of a single 
pump, about 400 /(. -per min. (3) For the discharge-pipe of a 
duplex pump, about 500 /(. per min. (4) For the centrifugal 
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pump about 600//. per min. in both the discharge and suction 
pipes. 




63. Direct-Acting Steam Pumps May Be Classified, With 
Reference To Their Water-Ends, as follows: (1) Fiston- 
Puups (Fig. 27). (2) PuJNQEa-PuMPs (Fig. 30). The latter 



Kith Pibroua-Puksd 



may be subdivided into: (a) Outside end-packed plunger-pumps 
(Fig. 31). (b) Outside center-packed plunger-pumps (Fig. 30), 
(c) Inside-packed plunger-pumps (Fig. 32). In a piston-pump, 
the piston traverses a liner or barrel (Fig. 33) which is com- 
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monly made of braae. The liner may be secured (Fig. 27) by 
means of a force-fit with the bore of the iron cylinder easting, 
or (Fig. 33) by means of stud-bolts or cap-screws. A tight 
joint between the periphery of the piston and the bore of the 
liner is obtained (Fig. 33) by means of rings of square fibrous 
packing, or (Fig. 27) by using metal snap-rings. In a plunger- 
pump either end-packed, center-packed or inside-packed, the 
plungers pa^ through fibrous — or metal-packed stuffing-boxes. 

Note. — PisTON-PnMPS Mat Bb Ubhd Aqainst Discharge-Heads 
Up To About 300 Lb. Per Sq. In. (Sec, 38). Difficulty may be had, 
however, in keeping the piston tightly packed if the head-pressure ex- 
ceeds 150 lb. per aq. in. The fact that the packing is stationary in the 



Fio. 34,— M«tiil-Packed Pump-I^toii. Via. 35.— IV&ter-FiKked Pump-I^toD. 

plunger pumps and that it may be tightened more readily, renders it 
more effective therein than in piston pumps. For low pressures, the 
piston are less expensive than the plunger pumps. 

Plumuer-Puupb Are Commonly Used Aqainst Discharqe-Headb 
Above About 200 Lb. Per Sg. In. For pressures above 300 lb. per sq. 
in,, choice of plunger-pumps as against piston pumps, is practically 
imperative, 

Water-Pistons Packed With Metallic Rinqs (Fig. 34) are com- 
monly used in hot-water pumps. Water-packed piatorta (Fig. 35) are 
also sometimes used for hot-water service. The packing is afforded by 
the water which becomes pocketed in a series of annular grooves in the 
piston's periphery. 

64. The Water-Piston Packing In Direct-Acting Steam 
Pumps For Power-Plant Service is generally fibrous. It is 
commonly known as canvas or duck hydraidio-packing. It 
consists mainly of cotton fiber (Fig. 36) interlaid with a 
rubber composition. Its cross-section is square. 
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Note. — Rinos or Canvas Packing For a Pump-Piston should 
(Fig. 36) be cut about ^f s in. short of meeting when inaerted (Fig. 37} 
in the cylinder-bore. Alao, the joints should be lapped (Fig. 36). This 
packing is commonly made in layers. The layers can (Fig. 38) be peeled 
off to get tingB of suitable width or thicknees. If the packii^ is t«o deep 




to fit the recess around the piston, it may be cut down. A convenient 
and accurate method (Fig. 39) of doing this is by gripping the packing 
in a vise and paring it with a sharp drawing knife. The rings should be 
well coat«d with graphite and cylinder oil. They should be just tight 
enough to require moderate pressure of the fingers to force them into 
the rtcess around the piston. They may then be forced home (Fig. 



37) with a stick of soft wood. Rings of canvas packing may be partially 
expanded to their working siie, before inserting them In the piston-receaa, 
by soaking them for a few hours in warm wat«T. 

66. The Valves Of Power-Plant Pumps are generally of the 
poppet-disc type (Figs. 40, 41, 42, and 43), rising vertically 
from flat seata. Conical-eeated valves (Fig. 44) are also used. 
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The discs (Z>-Fig, 40) of flat-seated valves are commonly made 
of a composition of rubber with certain other substances. 
They are also made of metal (Fig. 43). Usually a brass cap 





Fia, 44. — CoDicBl-Seated Pump-Vslvs With Brasa Dieo. 

or plate (P-Fig. 40) is used to stiffen the rubber disc and 
prevent .warping. It also serves to protect the disc from 
the direct thrust of the spring (S-Fig. 40), The discs of 
conical-seated valves (Fig. 44) are generally made of metal. 
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Note. — The Hardness Or Rdbber Composition Vai.tii-Dibc8 should 
be adapted to the Bpecial requiremente of tbe service for which the discs 
are intended. The valve-discs of vacuum pumps should be soft and 
pliable. Such discs are also suitable for pumps working against water 
pressures up to about 76 lb. per sq. in. For pressures from about 75 
to 150 lb. per sq. in., hard rubber composition discs usually give the best 



Fia. 45,— Wmter-End OF Dir«t-AeUiig Steam-Pump For Hydnulie-Pfenute SerTica, 

service. For pressures from about 150 to 300 lb. per sq. in., specially- 
hard vulcanized rubber composition valve-discs generally suffice. Metal 
valve-discs are required for pressures above about 300 lb. per sq. in. 
The hardness of valve-discs should also depend on the temperature of 
the water pumped. The higher the temperature of the pumped water, 



Fia.4fl.— Water-End Of DupUiOutsida- Fia. 47.— Ball Fump-Vslvf For Kiih 
Puked Pluncer-Pump Equipped With Pressure Service. 

Pot Valves. 

the harder the valve discs should bo. Metal valve discs are frequently 
used for hot-water service. 

The Seats Op Metal-Disc Pump-Valveb Shodld Btj Op The 
Same Kind Op Metal As The Discs. This is to prevent electrolytic 

Wing-vaives are commonly used in high-pressure pumps (Figs. 45 and 
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46) of the pot-valve type. BoW-notoe* (Fig. 47) are also aometimea used 
in pumps of this type. A valve which is commonly used in pumping 
clear Uquids is shown in Fig. 48. 



Fio. 40.— KInchorn Pump Vijve. 

66. The Kioghom Valve For Air Pump Service (F^. 49) 
consists of three bronze disks, each about J^ia in. thick, which 
are mounted loosely on a central stud. Buckling and distor- 
tion of the discs is prevented by a guard which limits the lift. 

67. Pump-Valve Seats May Be Either Forced Or Threaded 
Into The Valve Decks (Figs. 50 and 43). Where the seat is 



Fio. 60.— Rubber Valve For Low Preuure Fio. 6 1. —Flat-Paced Wing Poppet Valve, 

WMm- Ot Cold-Water Service. 

forced into the deck, the hole in the deck is bored to a very 
dight taper, and the cylindrical portion of the seat is turned to 
correspond. When the seat has been forced in, the projecting 
edge, E {Fig. 50) is peaned over to prevent the seat from work- 
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ing out. Where the seat is threaded into the valve deck, the 
threads are turned on a slight taper to insure a tight fit. 

68. Flat-Faced Bronze Poppet Val«a (Fig. 51) are used 
on pumps of the pot-valve type (Fig. 46) for high pressures. 
The vertical movement of these valves is guided by wings 
which work in the valve-seat openings. 

S9. Three Different Methods Of Arranging The Valves 
Of Horizontal Double-Acting Suction Pumps are in use: 
(1) The sets of discharge- and of auction-valves may be super- 
imposed one above the other (Fig. 52) above the pump^arrel 
or cylinder. (2) The sets of suction- and discharge-valves may 
be arranged (Fig. 53) side 
by side above the pump- 
barrel or cylinder. (3) 
The diBcharge-valves may 
be located (Fig. 1) above 
the pump-barrel or cylin- 
der and the suctton-vabie^ 
below. 

Arrangement (1) is 
commonly used in small 
low- or medium-pressure 
pumps. It admits of 
easy access to the valves 
for renewals and repairs. 
Its disadvantage is that 
it (Fig. 52) requires a 
reversal of the flow of F,a.i2.-M«iiu™-Pt««u™Pi.to.-Pu™pWith 

water through the pump. Suotion And Diubane V^lve. Arranied Above 

This tends to a dimin- ^'•'^"-^"^^■ 

ished pumping capacity. A pump having this arrangement 
is termed a submerged-piston pump. Practically all small 
boiler-feed pumps (Sec. 198) and wet vacuum pumps (Sec. 
353) are so constructed. 

Arrangement (2) is conunonly used in pumps (Fig. 53) 
designed for high pressures. It permits a structural design 
which is conducive to great strength. 

Arrangement (3) is much used in large low- or medium- 
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pressure pumpe. It permits the water to pass through the 
pump without any reversal of flow. 



Fio. 63.— OuUide-Pa 



60. The Total Effective Area Of Opening Of Each Set Of 
Suction- And Discharge-Values In A Dh'ect-Acting Steam- 



1 Of Single Dircct- 



Pump should, for low speeds, be about 30 per cent., and for 
high 8x>eeds, about 50 per cent., of the piston- or plunger area. 



Sec. 61] 
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Note. — The Area Op Opening Given By A Flat Disc Valve (Fig. 
54) is the annular area obtained by: MuUiplying the lifty L, in inchesy by 
the diameter y d, in inches, and by 3.14. The most adaptable valve- 
diameter has been found to be from 3 to 4 in. The lift commonly used 
is about J4 in., regardless of the water-diameter. 

Example. — The water-piston of a high-speed pump is of 10-in. diame- 
ter. The piston-rod is of 3-in. diameter. How many flat disk valves, 
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Fig. 56. — Apparatus For Replenishing Air-Chamber In Discharge-Pipe Of Hydraulic 

Elevator Pump Under 800 Lb. Pressure Per Sq. In. 

each of 3-in. diameter and }^-m. lift, are required for each set of suction- 

and deli very- valves in this pump? 

3' X 7854 
Solution. — The effective piston-area = (10* X 0.7854) — «" 

= 75 sq. in. The area of opening of each valve will (Sec. 60) be 0.25 X 
3 X 3.14 = 2.36 sq. in. Hence, (Sec. 60) 75 X 0.5 ^ 2.36 = 15.9, or, 
practically y 16 valves are required in each set. 

61. Air-Chambers are often connected to the discharge- 
valve chambers (Fig. 55), or to the discharge pipes (Fig. 56), of 
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direct-acting steam-pumps. The function of an air-chamber is 
to provide a cushion for the discharged water. 

EJxPLANATiON. — The air in the chamber, C, (Fig. 55), ie compreeaed, 
during discharge, to a preaaure approximately equal t« the pressure 
agamst which the pump is working. Thus, it forms a highly elastic 
buffer or cushion. When the piston reaches the end of its stroke, the 
discharge suddenly ceases. An instant elapses before the opposite 
stroke bepns. During this instant, expansion of the compressed-air 
in C tends to keep the discharged water in motion. Hence, the reacting- 
teadency of the column of water in the diacharge pipe is neutralized. 
Consequently, where the air-chamber is of the proper proportions, no 
shock, neither to the piping nor to the pumping mechanism should result 
therefrom. 

Note. — The Air-Cb amber Is a 
Less Needful Accessobt in Dtt- 
plex-Pdmp Sbbvice Than In Sm- 
PLEX-Puup Service. Duplex-pumps 
(Sec. 71) have continuous piston- 
travels. Hence, with such pumps, the 
discharge of water la approximately 
continuous. For high-pressure 
duplex-pumps (Sec. 75) and those 
working against very high pressures, 
as in high-pressure hydraulic elevator 
service, air-chambers are, neverthe- 
less, distinctly necessary. 

62. The Height Of The Water- 
Level In The Air-Cbamber Of A 
Pump (Fig. 55) should not ex- 
ceed one-fourth the height of the 
chamber. With small slow- 
running pumps, working gainst 
pressures below 50 lb. per sq. 
in., it IB usual to rely entirely 
upon the air-bubbles, which are 
entrained with the suction- 
water, for maintaining the requisite volume of air in the 
chamber. Where pumps run at high-speeds and against 
pressures higher than about 50 lb, per sq. in., good service 
requires that the air-chambers be recharged occasionally by 
mechanical means, or by use of a snifter. The snifter (Fig. 
57) may be operated by the pump itself. It is suitable for 
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pumps running against pressures up to about 200 lb. per sq. in. 
It can be used only where the pump has a suction-lift. 

Explanation. — The snifter is connected to the pump-cylinder at a 
point, Pj (Fig. 57) between the suction- and discharge valve-decks. 
When the valves V and Vi are opened, water is forced, during the 
head-end discharge-stroke of the pump-piston, into the snifter-cylinder, 
S. The air in ^ is thus dislodged and forced into the air-chamber, A, 
through the check-valve C. Diuing the corresponding suction-stroke, 
the water in ^ is drawn back into the pump cylinder. Thus the snifter- 
cylinder is again filled with air through the check-valve Ci. 

The flow through valve Vi should be throttled on the suction-stroke 
to prevent all of the water from being drawn from cylinder S, The 
purpose of this is to retain a column of water in 5 to act as a piston for 
driving the air through check-valve C, Valve Vi should be so ma- 
nipulated as to establish a regular pulsation, within the length of the 
glass gage, of the water-level in S, 

63. Air-Chamber Charging-Apparatus For Pumps Working 
Against Very High Pressures, usually depend (Fig. 56) for 
their effectiveness, upon the tendency of particles of com- 
pressed-air to percolate through masses of water. 

Explanation. — Gate valve V (Fig. 66) being closed and Vt opened, 
the air compressor, C, is started. Gate valve Vi is then opened to 
permit the water in the reservoir, i2, to be blown out, after which it is 
closed. When the pressure within the reservoir reaches the limit of the 
compressor's capacity for compression, which may be about 75 lb. per 
sq. in., valve Vt is closed and V is opened. Water then passes through 
the connecting-pipe and gradually fills reservoir R. Coincidentally, the 
compressed air, thus displaced, bubbles through the water in the con- 
necting-pipe and upward through the mass of water in the lower part 
of the air-chamber. A, The gage-cocks, G, are used to determine the 
approximate height of the water in the air-chamber. A, 

64. The Ratio Of Air-Chamber Volume To Volume Of 
Water-Piston Displacement In Direct-Acting Steam Pumps 

may, for ordinary rates of speed, be about as follows: (1) For 
simple pumps (Fig. 57) from 2 to 3.5. (2) For duplex pumps 
(Fig. 58) from 1 to 2.5. The air-chamber volume of a pump 
for high-speed service (Fig. 25) may be from 5 to 6 times the 
volume of piston displacement. 

66. Vacuum Chambers (Figs. 59 and 60) are sometimes 
attached to the suction-pipes of direct-acting steam-pumps. 
The function of a vacuum-chamber is to insure that the pump- 
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cylinder be completely filled with water at each reversal of 
the piBtOQ-stroke. It also provides an air-cushion for the 
column of water in the suction-pipe when the movement of 
the water is suddenly arrested, due to the momentary stoppage 
of the piston at the end of each stroke. 

Expi/ANATioN. — During the piston-atroke the wr (Fig. S8) in the 
vacuum-chamber tends (Fig. 61) to expand. Therefore, if the current of 
water in the auction-pipe is insufficient to completely fill the space behind 
the piston, a portion of the water standing above the plane, X Y, of the 
suction-inlet is forced into the cylinder. Thus, the cylinder will be full 
of water when the piaton-stroke is reversed. When the flow of water 
{trough the suction vabies) momentarily ceases at the end of the stroke. 



Fia. SI.— BhowinB Height Of Water In Vacuum-Chamber Duiiuc Procreeg Of Pbtoo 

Stroke. 

the momentum of the moving column in the suction-pipe is expended in 
compressing (Fig. 58) the air in the vacuum chamber. Thus the shock 
that might otherwise attend abrupt stoppage of the flow is avoided. 

66. Direct-Acting Steam-Pumps May Be Classified, With 
Reference To Their Cylinders, as follows: (1) Single or 
simplex p'umpa. (2) Duplex primps. A simplex pump (Fig. 
62) has one steam-cyUnder and one water-cyUnder. A 
duplex pump (Figs. 63 and 64) has two steam cylinders and 
two water cyhnders. It comprises, in effect, two single 
pumps, A and B, (Fig. 63) placed side by side, drawing water 
through a common suction-pipe, S, and discharging into a 
common delivering chamber, C, and pipe D. 
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Note. — Each Stbam-Vai,\-b Of a Duplbx Pomp Is Actuated Bt 
The Opposite Piston-Rod. The reciprocative motion of the piston- 
rods, R, and R,, (Fig. 63) is transmitted to the alide-valves, V, and Vi, 
through a system (Fig. 65) of oscillatiag rocker-ehafta &nd arms. 

67. The Steam-Valve Gears Of 
Simplex-Pumps are (Figs. 62 and 
66) variously constructed. With 
all forms of such gears, however, 
the main valve for admitting steam 
to the cylinder and releasing it 
therefrom, is operated by direct 
steam-pressure. The valve is thus 
said to be steam-tkrovm. 
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Explanation. — At the beginning of the inboard stroke (F^. 02), 
main steam-port E is covered by the piston, P. Enough steam to give 
the piston an easy start passes in behind it through pre-admission port 
Gi (Fi^. 62 and 67). When the piston moves far enough to uncover 
port E, it receives, through the valve-port Vi (Figs. 62 and 67) and mun 
steam-port E, the full steam pressure. It then moves at normal speed 
until it covers main steam port F (Fig. 62). By this covering of port F, 
the exhaust steam ahead of the piston is trapped in the inboard end of 
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the cylinder. The exhaust eteam thus forms a cushion, against which the 
piston makes an easy stop. 

During the inboard stroke, the actuating lever. A, is shifted to the 
opposite angular position, as indicated (Fig. 62) by the dotted lines. 
The toe of the actuating lever 
thus strikes tappet-block K and 
shifts the auxiliary slide-valve, 
H (Fig. 67) far enough to the 
left to open communicatioii 

. between auxiliary steam-port 
Ci and auxiliary exhauat-port 

} R. Coincidentally, the auxiliary 
valve, H, will admit hve-staam, 
through auxiliary port C,, to 
the right-hand end of chest- 
piston, M (Figs. 62 and 67). 
This will cause the chest-piston, 
which eng^ea with and shifts 

. the main slide-valve D, to move 

. instantly to the left. Thus the 

Fia. ea.— SMtional Elevation Of Steam-End main steam-port F will be 

Of Cameron Di™ct-A=ang fflmpk, Suam- brought to coincide with the 

Pump. ahowing Inwde-Opeiated Valve , .,,, .,,■., 

Meehsniam- «""ed ports, V„ m the mam 

slide-valve. Preadmission port 
Gt will likewise be open. Steam will thus be admitted to the right- 
hand end of the cylinder for a reversal of the piston-stroke. 

If steam is admitted to the steam chest, M, (Fig. 66), it will enter the 
hollow ends, H, of the steam-chest plunger, F, and issue through a hole 



Fm. ST.— rian Of .Steam- Valve Gear Of Burnhnni DireFt-Aeti ng Simplci Hteani-Pump. 

in each end. The spaces between the ends of the plunger, F, and the 
heads of the steam chest will thus be filled with steam. Steam will also 
enter the cylinder through the port P, and drive the main piston, C, 
to the left. When the main piston strikes the stem of the reversing 
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valve Rt and forces this valve to the left, the steam at the left-hand end 
of the plunger, F, will escape through the port, ^2, into the annular 
cavity A 2 and thence through a cored passage (not shown) in the cylinder 
casting into the exhaust cavity, K, The balance of pressure between the 
two ends of the steam-chest plunger, F, will thus be destroyed. Due to 
the preponderence of pressure at the right-hand end, the plunger will be 
instantly thrust to the left-hand end of the steam chest. The sUde valve, 
D, is attached to the plunger, F. Hence it will Hkewise be shifted to the 
left. live steam will then enter the left-hand end of the cyUnder through 
the port Pa, while the spent steam in the right-hand end will be exhausted 
through the port Pi. 

Instantly, when the main piston, C, starts on the return stroke, the 
reversing valve, Rij will be closed by the pressure of the steam which is 
constantly in contact with it through the dotted 'port St- When the 
main piston has traveled far enough to the right, it will shift the reversing 
valve Ri. The series of events described above will then be repeated 
at the right-hand end. 

68. The Length Of Stroke Of A Sunplex Pump Having 
External Valve Gear (Fig. 62) depends upon the adjustment 
of the auxiliary sUde-valve, H, (Fig. 67). 

Explanation. — Prick-punched shop-marks on the tie-rod, X, which 
forms the bearing for the piston-rod guide (Fig. 62) indicate the extreme 
travel of the piston in each direction. If the inboard stroke is too short 
it may be lengthened by a sUght shifting of the tappet-block L (Fig. 
62), along the valve-stem, toward the right. The outboard stroke may 
likewise be lengthened by shifting the tappet-block K toward the left. 
These adjustments will permit the actuating-lever, A, (Fig. 62) to oscil- 
late further in each direction before striking the tappet-blocks. Shifting 
of the auxiliary valve H, (Fig. 67) will thus be delayed. 

If the piston-rod guide travels very close to the marks, the piston may 
hesitate before reversal at the end of each stroke. Or, it may sometimes 
hang at the end of a stroke. When this occurs the tappet-blocks, K 
and L, (Fig. 62) should be shifted closer to the toe of the actuating lever. 

69. Adjustment Of The Steam-Valve Of A Durect-Acting 
Duplex-Pump (Fig. 63) consists, first, in plumbing the rocker 
arms and setting both valves line-and-line with the outer 
edges of the steam-ports. The lost-motion, or clearance, 
between the valve-stem collars and the abutments on the 
backs of the valve is then divided equally. See Sec. 73. 

70. To Determine The Requisite Length For Either The 
Steam-Valve Rod Or Stem Of A Duplex Pump proceed as 
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follows: Place the valve-arm plumb (Fig. 68) and put the 
valve in its central position. The valve will be central when 
its outside edge at each end coincides with the outside edge 
of the corresponding steam port. If the valve steam is 
missing, the valve^rod should be blocked up to a horizontal 
position. The length of the missing stem will then be given 
by the distance A (Fig. 68). In laying off this distance, the 
clearance, C, between the end of the stem and the wall of the 
steam-chest, should be greater than the steam-port width, 
assuming this to be equal to the maximum displacement of the 
valve from its central position. If the valve rod is missing, 
the stem should be inserted and the lost motion, L and Li 
accurately adjusted. The length of the missing rod will then 
be given by the distance B (Fig. 68). 
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Fia. 68. — Method Of Finding Lengths Of Steam- Valve Stems And Rods Of 

Duplex Pumps. 



71. The Function Of The Valve-Stem Lost-Motion In 
Duplex Direct Acting Steam-Pumps (Fig. 63) is threefold: 
(1) It permits adjustment of the piston-stroke, (2) It causes a 
continuous piston-travet. (3) It prevents the pump from stopping 
in a position from which it cannot be started by admitting steam 
to the steam chest. Continuous piston-travel is secured by 
preventing simultaneous reversals of the piston-strokes. 
Assurance against a dead-center or non-starting position is due 
to the fact that when either steam-valve covers all four ports 
(Fig. 63) the opposite valve leaves an admission — and an ex-* 
haust-port wide open. This feature of the duplex pump 
renders it well-adapted for periodic operation (Figs. 69 and 70) 
under governor control. 
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Explanation. — A duplex pump (Fig. 63) is presumed to have been 
correctly adjusted for running. The steam-piBtons, Pi and Pt, (Fig. 
71) are at mid-etroke. Likewise, the slide-valves, Vi and Vt, are at mid- 
travel. Piston P) actuates valve Vi through the long rocker-arm, 



Via. 71,— Rstom And Valves In Mid- Flo, 72,— One awsm-Valve Shifted 

Position. From Central Positian. PistoD P, 

StarU Movement To Left. 

pivoted at Fi. Piston Pi actuates valve Vt through the short rocker- 
arm, pivoted at Pi. The rocker-arms stand perpendicularly to the center- 
lines of the cylinders. The lost motion of each valve-etearo is equally 
divided between the ends of the valve. 

Valve Vt (Fig. 72) has been moved 
so that the steam-port S is open for 
admission of steam to the cylinder. 
It is presumed that this was done 
before the steam-chest covers (Fig. 
63) were put on. IS the valves had 
been left a^ in Fig. 71, the pump could 
not start when steam would be ad- 
mitted through the throttle-valve in 
the Bupply-pipe. 

Steam has entered through port S 
(Fig. 72) and has driven piston P lin 
the direction of the arrow. This 
Flo, 73, — Piston Pi At End Of In- piston has moved just far enough to 
T. take up the lost-motion at the right- 
hand end of valve Vi. Further move- 
ment wiU open steam-port Si. 
Piston P, (Fig, 73) has completed a stroke. Coinei dentally, piston Pi 
has traveled far enough in the direction of the arrow to shift valve V, 
to the mid-travel position, where it is on the edge of opening steam-port 
Si tor the return-stroke of piston Pi, 



And On 
^ P, Appro. 
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1/ the stem of valve Vi had leas lost motion, the valve could not have 
been shifted (Pig. 72) far enough to give a full opening at port S. Hence 
valve Vi would have been moved to the mid-travel position {Fig. 73) 
before piston Pi could have reached the end of the cylinder-bore. Thus a 
short-etroke would have resulted. On the other hand, if the lost motion 
were greater than the amount shown (Fig. 72), valve Vi could not reach 
mid-position (Fig. 73), and thereby close port S against admission of 
steam behind piston Pi, coincident with the arrival ol that piston at the 
end of the cylinder. 

Piston Pi (Fig. 74) has finished its stroke. Coincidentally, it has 
moved Vi to the limit of its right-hand travel. Steam-port Si has thus 
been fully opened for admitting steam behind piston Pg. Piston Pi 
has, therefore, moved far enough on its return stroke to shift valve Vi 
to the edge of opening steam-port Ss for a reversal of pist^m Pi. 



Fra. 74.— PiBton P, At End Of InboBrd Fio. 75,— Piston Pi At End Of Hesd- 

fitrokeAudODPointOIReveraBl. Piston End Stroke Aad On Point Of Reversal. 
Pi Approaching End Of Head-End Stroke. Piston Pi Approsfhing End Of Head-End 



Piston Pi (Fig. 75) has completed its return stroke. Coincidentally, 
piston Pi has traveled far enough on ila return stroke to shift valve Vt 
to the edge of opening port S for another reversal of piston Pj. 

Note. — Incorrect Adjustment Of The Valvb-Stbm Lost-Motion 
In Ddplex Pomps May Be a Source Or Loss. When the pistons do 
not reach the limits of possible travel, they must make many more 
strokes than would otherwise be required to do the same amount of work. 
This means extra consumption of steam and cyUnder oil, and extra wear, 
particularly of the water valves. 

72. The Points At Which The Cross-Heads Should Be 
Secured To Duplex-Pump Piston-Rods may be determined as 
follows: The packing should be removed from the piston-rod 



62 



STEAM POWER PLANT A UXILI ARIES [Dnr. 2 



stuffing-boxes (Fig. 76) and the glands should be screwed up 
tightly. The cylinder-heads being removed, the steam- 
pistons should be pushed up solidly against the center-heads. 
A line, A, (Fig. 76) should then be scribed on each rod flush 
with the faces of the water-end glands or gland-nuts. The 
heads of the steam-cylinders should then be put on. The 

steam- rCt 
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heads of the water-cylinders being removed, the steam-pistons 
should be pushed up soUdly (Fig. 77) against the cylinder- 
heads. A line, B, (Fig. 77) should then be scribed on each 
rod flush with the faces of the steam-end glands or gland-nuts. 
The scribed lines, A and B, (Fig. 78) thus establish the striking- 
points. The lines should be prick-punched to make them 
discernible for future reference. By shifting the pistons until 

A and B become equally dis- 



'Sttam End ftocHtrArm-, 

mm 

LKnTtr'ntCKI', 



WwnBT tWr- 




Crossheeiel'' 



Hut 



S^^^^=M^'Stufrm9. ^_-j: tant (Fig. 78) from the glands, 
' "^Z /r I ^^ \ jT n I the pistons will be placed ex- 
, • aJ U ; *' actly at mid-stroke. The 

crossheads should then be 
sUpped along the rods until 
the rocker-arms (Fig. 78) 

FiQ. 78. — striking-Points Equally Stand plumb. The CrOSS- 

Spaced, Rocker-Arm Plumb, Croeehead In hcads may then bc damped 
Correct Position. 

to the rods. 

Note. — The crossheads of new duplex pumps are, generally, so secured 
to the rods as to preclude possibility of error in restoring the crossheads 
should they at any time be temporarily removed. The operation of 
finding the striking points (Sec. 72) is, however, necessary where the 
piston rods of an old pump have been renewed. 

73. The Correct Amount Of Valve-Stem Lost-Motion In 
Duplex-Pumps depends upon the service in which the pump 
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is to be used. Pumps designed to ruD at high speeds (Sec. 28) 
require considerably less valve-etem lost-motion than do 
pumps for slow-speed service. Generally, lost-motion (Fig. 
68), at each end of the valve, equal to about one-third of the 
admission-port width will sufifice for ordinary service. 

Nora. — Th« Valvb-Stbii Lost- Motion In Slow-Rdnnino- 
DupLEx-PniiPs, aa thoee in boiler- 
feed and elevation service, should 
be sue)) that each piston will travel 
nearly full stroke before shifting 
the opposite slide-valve to the 
admisBJoa edge of the steam-port. 

Pro. 79.— lUgid Valve-Stem Con- 
DectioD Of DupLei-Fump SUda-Valva- 
iKKt-Molioa PTDvided Eiteronllr. Valve Gw 

Note. — Thb Valvh-Stbms Akb Often Rioroi-r Attached (Pig. 79) 
to the slide-valves. In such casesA link mechauiam (Pig. 80), with sliding 
blocks and tappets, is provided for adjusting the lost-motion outside the 
steam-^best. 



Fin. 81. — How Dnpln-Pnmp Fbtona Are SteHn-CiuhioDed. 

74. Compression-Space In The Steam-Cylinders Of Duplex 
Puinps is the volume of cylinder-space <S, (Fig. 81) in front 
of the piston, plus the volume of space in the admission-port, 
A, at the instant the piston has completely closed the corres- 
ponding exhaust-port E. 
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Explanation. — The piston P, (Fia. 81) has reached a position in its 
travel wherein it prevents escape of stfiam through the exhaust-port 
E. Coincidentally the slide-valve, D, covers the admission-port A. 
Hence the piston will be cushioned in its further progreea by compressing 
the steam ahead of it in the space S. 

Note. — Large duplex-pumps are equipped with cushion-vahies, C, 
(Fig. 81) for adjusting the cushioning effect of steam in the compression 
spaces. This is done by controlling the flow of steam, through the by- 
pass, B, from the admiasion-port A to the exhaust-port E. 

76. The Relative Merits And Demerits Of Simplex And 
Duplex Pumps may be summarized as follows: (1) The fiow 
of water in both the inlake-and discharge-pipes of a simplex pump 



Fio. S2.— Sectional ELevBIJon Of SUam Cylmdns Of A Burnham Compound Simplei 
Pump. 

must cease during piskm-reversal. The water hammer which 
tends to result therefrom may, however, be prevented or 
modified by using {Sees. 61 and 65) air and vacuum chambers. 
(2) With a duplex pump (Sec. 71) the flow of water is prac- 
tically continuous. (3) The piston of a simplex pump travels 
the maximum set distance during each stroke. The length of the 
stroke, after being fixed by adjustment of the auxiliary steam 
valve (Sec. 68), continues constant regardless of the retarding 
tendency of piston-, rod-, and cylinder-friction. (4) The 
pistons of a duplex pump may short-stroke. Short-stroking 
may be due to the retarding effect of friction between the 
pistons and cylinders and in the piston-rod stuffing-boxes. : 
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(5) The simplex pump uses leas steam for the same amount of 
work than does the duplex pump. This is due to smaller 
clearance spaces in the steam cylinder. 

NoTHB. — SiuPLEX-PuHPS Akb Well-Adapted As Vacdum- and 
AiR-PuMPB in connection with Burface-condenBers. Thia ia due to their 
comparatively small clearance spaces and immunity from short-atroking. 

Ddplex-Ptjhps Are Well-Adapted For Hioh-Pressdre Service. 
They are also preferable where either a very high or a very slow velocity 
of flow ie required. This is due to their practically continuous action. 

.Firb-Inbdrance Underwhiters require that Direct-Acting Steam 
Fire Pomps (Fig. 25) be of the duplex type. These pumps are com- 
monly connected to sprinkler-pipe fire-eyBtems. In such cases auxiliary 
duplex pumps, A, (Fig, 69) are provided for making up the leakage from 
the sprinkler system and maintaining a constant preaaure therein. 



Fla, S3. — SeotioDsl Elevation Of Stfam Cylinders Of A Compouiul Duplei-Pump. 

Note. — Large Direct-Acting Steam Pumps Are Often Bdilt 
With Compottkd Steam-Cylinders (Figs. 82 and S3). This ia done to 
economize their steam consumption. See the Author's Steam Enoines. 

76. The Steam-Piston Areas In Boiler-Feed Pumps 

{Sec. 28) are usually from about two to three times the water- 
piston areas. In boiler-feed service the total head and the 
available steam-pressure are practically equal. A lai^e 
excess of steam-piston area is, however, provided as a safety 
precaution. It conduces to prompt starting of the pump. 

77. Selection Of A Direct-Acting Steam Pump For Boiler- 
Feed Service is based upon two main factors: (1) The steam- 
ing eapacitu of the boilera to be fed. (2) A proper rate of 
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piston travel. The pump must be large enough to deliver, 
while running at a moderate speed, the maximum quantity 
of water that can be evaporated in the boilers. It is conven- 
tionally assumed that these conditions are fulfilled by selecting 
a pump that will deliver 45 lb. of water per hour per boiler 
horse power while running at one-half the rated normal speed 
of the pump. 

78. Pump Managment is discussed in the following notes. 
Although these directions are included in this Div. on Direct 
Acting Steam Pumps many of the suggestions apply with 
equal weight to pumps of any type. This material is quoted 
from the Coal Miner's Pocketbook: 

All Pumps, When New, Should Be Run Slowly until the parts have 
become thoroughly adjusted to their bearings, when the speed may be 
increased. Because a new pump works stiffly is no cause for alarm, for, 
while a machinist can properly construct the parts, he cannot always 
forsee the strains caused by the action of the pump, when the parts are 
assembled and which require certain adjustments after the pump is at 
work. By running the pump slowly with the parts properly lubricated 
and making such adjustments as may be necessary, stiffness will gradu- 
ally disappear and the highest efficiency of the pump will then be at- 
tained, provided other matters on which the pump's action depend have 
received proper attention. 

The Causes That Affect A Pump, Impair Its Efficiency, And 
Prevent It From Performing Its Full Duty are: (1) wear; (2) the 
improper adjustment of valves, valve sterns^ and levers; (3) the improper 
packing of plungers and stuffing boxes; (4) drawing up the stuffing-box 
glands too tightly; (5) lost motion due to permitting the working parts to 
wear and not adjusting them to the new conditions; (6) accumulations of 
foreign matter under the valves or in the strainer; (7) broken valves and valve 
springs; (8) leakage in valves; (9) taking air in the suction pipe; (10) 
clogged or broken discharge pipes; and (11) the use of poor gaskets. 

Many Pumps Are Capable Of a Larger Capacity Than Is Ob- 
tained By The Low Speed At Which They Are Operated, but it is 
important that such pumps be run continuously, as any serious interrup- 
tion in pumping might cause trouble elsewhere. It is customary, there- 
fore, to keep on hand a supply of duplicate valves, moving parts, and 
packing, in order that when it becomes necessary to make repairs they 
may be made without great loss of time. 

A Common Cause Of Pumps Refusing To Work Properly Is Due 
To Their Taking Air Below The Suction Valves. Small leaks will 
cause the piston to jump owing to the water not entering through the 
suction valves soon enough to fill the entire chamber. This trouble 
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may be remedied by making all joints in the suction pipe and between 
the pipe and the pump air-tight. Leaks may sometimes be detected by 
the hearing or by the flame from a candle being drawn toward the hole. 
If the leaks are small and not at the pipe joints, a coat of asphalt paint 
may stop them; if large, they should be drilled larger, the hole threaded, 
and a screw plug inserted. K the leak is at the joint between two pipes, 
the pipes should be uncoupled and screwed together again, using graphite 
pipe grease for a lubricant. Or, if the joint is a flanged one, a new gasket 
should be placed between the flanges, and the pipes lined up before the 
bolts are tightened. 

Sometimes, A Pump Fails To Catch The Water When Started 
Owing To Leakage Op The Valves In The Suction Chamber. The 
trouble may be caused by the valve and the valve seat being corroded; 
by chips or gravel getting under the valves and preventing them from 
seating properly; or by the valves and seats becoming worn so that leak- 
age cannot be prevented without changing the parts. 

Many Pumps Will Not Raise Water In The Suction Pipe When 
Empty, Owing To The Pump Having Been Idle For Some Time, 
but will continue to draw water after once being started. In such cases, 
it is necessary to prime the pump, by which is meant filling the suction 
pipe and part of the suction chamber, if there is one, and in some cases, 
also, the pump barrel, with water, so that the pump may start under 
conditions similar to those under which it must work. To prime the 
pump, open the cock, or valve, in the priming pipe and allow water 
from the column pipe to flow down into the suction pipe and the pump. 
When these are full, the valve is again closed and the pump is ready to 
start. 

Pumps Sometimes Fail To Raise Water When The Full Head Is 
Resting On The Valves In The Discharge Chamber. This may be 
due to air accumulating between the suction and the discharge decks, 
which air is compressed and expanded by the motion of the plunger. 
Air valves should be provided in the water cylinder to allow this confined 
air to escape. Violent jarring and trembling often occiur if the discharge 
chamber is not provided with either an air chamber, where the lift is 
not above 150 ft., or with an alleviator, for lifts above that distance. 
This jarring is due to the column of water in the discharge pipe coming to 
rest suddenly between strokes and having to be again put in motion. 

In Case The Pump Column Is Filled With Water And The Pump 
Is Stopped, The Water Will Run Back Through The Pump If The 
Foot- Valve Is Not Tight. To prevent this, a gate valve or a check- 
valve is placed a short distance from the pump in the column pipe. A 
gate valve wears less than does a check-valve, and presents no obstruction 
to the flow of water when the valve is open. This valve is useful in the 
column pipe to maintain the pressure off the valves when the pump is not 
at work, and also for keeping water from nmning back into the pump 
chamber when the valves are being repaired. 

When Starting Compound Pumps, the steam pressiure on the high- 
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pressure-cylinder piston is not always sufficiently powerful to move the 
plungers against the resistance of the water in the discharge pipe. But, 
by opening the gate valve in the by-pass piping, the pressure on the 
plungers is relieved for a sufficient number of strokes to allow the steam to 
reach the low-pressiure piston, when the combined force of the two pistons 
will do the work. The by-pass pipe can then be closed. 

Valves In The Steam End Sometimes Wear Unevenly Or Their 
Stems, By Continual Action Wear And Cause, Lost Motion, thus 
causing a back pressiure and irregular action. Anything wrong in the 
steam end can usually be determined by the irregular exhaust, but even 
this may be deceptive in case the water-end valves are leaking. If the 
steam valves are suspected, the steam chest cover may be raised for their 
inspection, but the valves should not be disturbed until it has been deter- 
mined, by moving the water piston backwards and forwards several 
times, that they do not open and close properly. The trouble may be in 
the levers or toggles that throw them. If so the correcting adjustments 
may be properly made without disturbing the valves. In many duplex 
pumps, there are very slight differences between the two sides, and the 
amount of the lost motion (Sees. 71 and 73) between the valve stem 
and the valve should be carefully adjusted. Too little lost motion will 
cause short stroking, while too much will allow the pistons to strike the 
heads. The adjustment requires skill. 

SoBCETiMBS, The Valve Seat Or The Valve Has Soft Spots That 
Wear Faster Than The Remainder Op The Valve And Seat. 
Through these slight depressions, steam will blow and cut both valve and 
seat if attention is not given them; back pressure will then seriously 
interfere with the working of the pump. If the defect is in the valve, a 
new one can take its place. But the valve seat, if a part of the steam 
cyUnder, will require an entirely new cylinder, and hence it is economy to 
scrape the seat until the depressions are removed. A try plate made of 
steel having a perfectly level surface is covered with chalk and carefully 
rubbed over the valve seat. The elevations will have chalk on them, the 
depressions will not. The elevations are scraped with a chisel made of 
the best steel imtil they are worn down so that chalk sticks to every part 
of the seat alike. The valve is treated in the same way if it can be done 
without too much expense. The valve and the valve seat when remov- 
able should be sent to the shop to be reground. 

The First Step After A Pump Has Been Erected Is To Clean Out 
The Steam Piping. In order that this may be done without carrying 
foreign matter into the pump, the piping is left disconnected from the 
pump and steam at full boiler pressure is aUowed to blow freely through 
the piping and valves for a few minutes. Steam is then shut off and the 
piping is connected to the pump. 

The Next Step Is To Blow Out The Steam Cylinders. To do this, 
the cylinder heads should be put on, leaving the pistons and valves out of 
the cylinders. The stuffing boxes should be closed, which is most 
conveniently done by placing a piece of board between the stuffing box 
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and the reversed gland and then setting up the nut on the stuffing box 
studs. When the gland is drawn home by a nut outside of it, a circular 
piece of pine board may be placed between the end of the gland and the 
inside of the nut in order to close the opening through which the piston 
rod passes. Steam may now be turned on the main steam pipe leading to 
the pump; by opening the throttle valve wide at short intervals. 
Thereby the sand and scale, in the ports and other passages and spaces of 
the steam end, can be blown out. After the cylinders have been blown 
out, the heads and covers should be removed and all foreign matter 
blown into the comers and chambers of the cylinders removed by hand. 
The pistons, valves, cylinder heads, and other covers can then be put in 
place. The hlomng out of the pipes and cylinders after erection is often 
neglected or hut imperfectly done, with serious consequences to the machine. 
It cannot be too thoroughly done, particularly in pun^ps of the type in 
which the steam ports and exhaust ports are on top, for in this construc- 
tion the sand and grit are deposited in the bottom of the cylinder for 
the piston to ride on. 

The Packing Op All Rods And Stems Is The Next Step. If 
fibrous packing is used, the boxes should be filled full and the glands 
tightened down very moderately. The tightening of the glands can best 
be done when steam is on and the machine is in motion, when they 
should be tightened only sufficiently to stop leakage and no more. When 
excessive tightening is required to stop leakage, the packing should 
be completely renewed. Some pumps are fitted with metallic packing. 
This packing is usually prepared by specialists and fully guaranteed. 
Their directions for use should be carefully followed. In case of failure or 
unsatisfactory results, the makers should be consulted. 

The Oiling Op The Machinery Is The Next Step and is a very 
important one. All rubbing surfaces should be provided with suitable 
oiling devices designed for the particular place and service. The quality 
of oil should be carefully selected to suit the velocity and pressure of the 
rubbing surfaces on which it is used. For use within the steam cylinder, 
heavy mineral oil is the only oil capable of withstanding the high temper- 
ature. When starting up new pumps, only the best-quality oil should be 
employed, regardless of price. A liberal use of this oil for the first month 
will go far toward reducing subsequent oil bills. 

A Pump Must Opten Run Continuously Without Interruption 
— For a Month Or Even Longer. This requires that all oiling devices 
be so arranged that they can be replenished and adjusted while the 
machine is in motion. It is a good plan to provide two sets of oiling 
S3rstems for all of the principal journals. Then, if one fails the other can 
be used while the disabled one is being overhauled. All oil holes are 
generally stopped with wooden plugs or bits of waste twisted into the 
hole, or are otherwise protected while the machine is being erected. 
These should now be removed and the holes and oil channels thoroughly 
cleaned. Bearings should be flooded with oil at first to wash out any 
dust or grit that may have reached the rubbing surfaces. 
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The Steam End Is Now Ready To Be Warmed Up. (From now on 
the method of starting a pump is the same whether the pump is a new 
or an old one.) To warm up the steam end, the throttle is opened 
sUghtly and, with the drain cocks opened wide, steam is allowed to blow 
through the cyUnder until no more water passes from the drain cocks. 
The steam by-pass pipes should be used where multiple-expansion 
pumps are being started. If the pump has a valve gear that can be 
operated by hand, the warming up can be hastened by working the valve 
back and forth slowly. While the steam end is warming up, the water 
end should be made ready by opening the stop-valve in the delivery pipe 
and otherwise insuring that the pump has a free delivery. If a stop- 
valve is fitted to the suction pipe, this should be opened. If the pump is 
compound or triple expansion, the water by-pass valves must be opened 
imtil the machine has made a sufficient number of strokes to bring the 
intermediate and low-pressure cyUnders into action. Then the by-pass 
valves should be closed. If the pump is fitted with dash-relief valves, 
these should be closed before starting, keep the pistons as far from the 
heads as possible in starting. Should the pump exhaust into an inde- 
pendent condenser, this should be started and a vacuum obtained be- 
fore starting the pumps. 

To Start The Pump, the foregoing precautions having been observed, 
open the throttle slowly. Permit the pistons to work back and forth very 
slowly a few times, gradually increasing the velocity until full speed is 
attained. After the pump has been running a few minutes, close the 
drain cocks. If the pump has dash-relief valves, the length of stroke 
may now be carefully adjusted. 

To Stop The Pump, close the throttle, open the drain cocks, and (if 
there is one) close the gate valve in the discharge pipe. Finally shut 
down the condenser. If the pump is to remain stopped for some time, 
close the suction valve. 



79. The Causes Of Scoring Of Pump-Valve Stems and 
Piston Rods may be one, or all, of the three following: (1) 
Use of an improper packing, as a packing consisting of plain, 
unlubricated, hemp or rope fiber. (2) Permitting a fibrous 
packing to remain in the stuffing-box after it has become hard 
and brittle through age. When the packing attains this con- 
dition, attempts to prevent the steam from blowing out around 
the rod by drawing up on the gland will inevitably result in 
cutting and scoring the rod. (3) Use of an improper cylinder 
lubricant, as an oil containing an excess of animal fats. Such 
oils, in the presence of high temperature, evolve an acid which 
is particularly damaging to iron and steel. 
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80. Table Showing Duty And Steam Consumption Of 
Direct-Acting Pumps. Simple, Non-Condensing Steam 
Cylinder. (Values correct only for the typical eflSciencies 
which are given. For other eflSciencies modify values 
proportionately.) 



Non-jacketed, but lagged; wire drawing » 4.7 lb.; back press. = 16 lb. per sq. in. 



Boiler pressur 
Absolute initii 
M.e.p 


e 


50 
60 
44 
45 


70 
80 
64 
50.5 


90 
100 
84 
53.5 


100 

110 

94 

55 


110 

120 

104 

56 


120 

130 

114 

57 


150 


il press 


160 




144 


Card duty, million ft.-U 


J 


58.5 






Stroke, 
in. 


Mech. 

effic , 

per 

cent. 


Steam 

effic, 

per 

cent. 


Total 

effic, 

per 

cent. 


Actual duty, million ft.-lb. per 1,000 lb. 
dry steam = upper fig. Lb. dry steam 
used per water h.p. per hr. » lower fig. 


4 


55.0 


37.5 


21 


9.5 
208 


10.6 
187 


11.3 
175 


11.6 
171 


11.8 
168 


12.0 
165 


12.3 
161 


6 


65.0 


40.0 


26 


11.7 
169 


13.1 
151 


13.9 
143 


14.3 
139 


14.6 
136 


14.8 
134 


15.2 
130 


8 


70.0 


42.5 


30 


13.5 
147 


15.2 
130 


16.1 
123 


16.5 
120 


16.8 
118 


17.1 
116 


17.6 
113 


10 


75.0 


45.0 


34 


15.5 
128 


17.2 
115 


18.2 
109 


18.7 
106 


19.1 
104 


19.4 
102 


19.9 
100 


12 


77.5 


47.5 


37 


16.6 
119 


18.7 
106 


19.8 
100 


20.4 
97 


20.7 
96 


21.0 
94 


21.7 
91 


15 


80.0 


50.0 


40 


18.0 
110 


20.2 
98 


21.5 
92 


22.0 
90 


22.5 
88 


23.0 
86 


23.5 
84 


18 


82.5 


52.5 


43 


19.4 
102 


21.7 
91 


23.0 
85 


23.7 
84 


24.0 
83 


24.5 
81 


25.2 
79 


24 


85.0 


55.0 


47 


21.0 
94 


23.7 
83.5 


25.1 
79 


25.9 
76 


26.5 
75 


26.9 
74 


27.5 
72 



72 
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81. Table Showing Duty And Steam Consumption Of 
Pumps. Compound, Non-condensing Steam Cylinder (See 
limitations in Table 80.) 



Non-jaoketed, but lagged; wire drawing = 4.7 lb.; back press. — 16 lb. per sq. in. 



Boiler pri 
Absolute 


9Bsure 


50 
60 

1.94 
58.0 
60.0 


70 
80 

2.24 
88.5 
69.5 


90 
100 

2.5 
120.0 

76.5 


100 
110 

2.62 
136.0 
79.5 


110 
120 

2.74 
152.0 
82.0 


120 
130 

2.85 
168.8 
84.0 


150 


initial nresa 


160 


Ratio of cylinders 
m.e.p. on area of 1 
Card duty, millioi 




3. 16 


l.D. Cvl 


218.8 


1 ft.-lb 


89.0 






Stroke, 
in. 


Mech. 

effic, 

per 

cent. 


Steam 

effic, 

per 

cent. 


Total 

effic, 

per 

cent. 


Actual duty, million ft.-lb. per 1,000 lb. dry 
steam = upper fig. Lb. dry steam per water 
h.p. per hr. = lower fig. 


6 


65.0 


40.0 


26 


15.6 
127 


18.1 
110 


19.9 
99 


20.7 
95 


21.4 
92 


21.8 
91 


23.1 
85 


8 


70.0 


42.0 


30 


18.0 
110 


20.8 
95 


22.9 
86 


23.8 
83 


24.6 
80 


25.2 
78 


26.7 
74 


10 


75.0 


45.0 


34 


20.4 
97 


23.6 
84 


26.0 
76 


27.0 
74 


27.9 
71 


28.5 
69 


30.3 
65 


12 


77.5 


47.5 


37 


22.2 
89 


25.7 
77 


28.3 
70 


29.4 
67 


30.4 
65 


31.1 
64 


33.0 
60 


15 


80.0 


50.0 


40 


24.0 
83 


27.8 
71 


30.6 
65 


31.8 
62 


32.8 
60 


33.6 
59 


36.6 
56 


18 


82.5 


52.5 


43 


25.8 

77 


29.9 
66 


32.9 
60 


34.2 

58 


35.3 
56 


36.1 
55 


38.3 
52 


24 


85.0 


55.0 


47 


28.2 
70 


32.6 
61 


36.0 
55 


37.4 
53 


38.4 
52 


39.5 
60 


41.9 
48 


36 


87.5 


57.5 


50 


30.0 
66 


34.0 
58 


38.2 
52 


39.7 
50 


41.0 
48 


42.0 

47 


44.6 
46 



82. Table Showing Duty And Steam Consumption Of 
Pumps. Compound, Condensing, Steam Cylinder. (See 
limitations in Table 80.) 



Sec. 82] 



DIRECT-ACTING STEAM PUMPS 



73 



Ir-p. cyl. jacketed and lagged; wire drawing *- 4.7 lb.; back press. -> 6 lb. per sq. in. 



Boiler pressure 

Absolute initial press 

Ratio of cyls 

M.e.p. on area of h.p. cyl. 
Card duty, million ft.-lb. . 



70 


90 


100 


120 


150 


170 


80 


100 


110 


130 


160 


180 


3.65 


4 


4 


4 


4 


4 


116.2 


151 


168.5 


203.5 


256 


291 


91.0 


96.5 


98* 


101.5 


104.5 


106.5 



180 
190 
4 
308.5 
107 



Stroke, 
in. 



Meoh. 


Steam 


Total 


effic, 


effic, 


effic. 


per 


per 


per 


cent. 


cent. 


cent. 



Actuftl duty, million ft.-lb. per 1,000 lb. 
dry steam » upper fig. Lb. dry steam per 
water h.p. per hr. *- lower fig. 



10 



12 



15 



18 



24 



36 



48 



75.0 


55.0 


41 


37.4 
53 


39.6 
50 


40.2 
49 


41.6 
48 


42.9 
46 


43.7 
45 


77.5 


57.5 


45 


41.0 
48 


43.4 
45 


44.1 
45 


45.5 
44 


47.1 
42 


48.0 
42 


80.0 


60.0 


48 


43.7 
45 


46.4 
43 


47.0 
42 


48.7 
41 


50.1 
40 


51.1 
39 


82.5 


62.5 


52 


47.4 
42 


50.0 
40 


51.0 
39 


52.8 
37 


54.3 
37 


55.4 
36 


85.0 


65.0 


55 


50.0 
40 


53.0 
37 


54.0 
37 


55.9 
35 


57.6 
35 


58.6 
34 


87.5 


67.5 


59 


53.8 
37 


57.0 
35 


58.0 
34 


60.0 
33 


61.7 
32 


62.8 
32 


90.0 


70.0 


63 


57.2 
35 


60.8 
33 


61.9 
32 


64.0 
31 


65.8 
30 


67.1 
30 



44.0 
45 

48.0 
41 

51.3 
38 

55.8 
35 

59.0 
33 

63.1 
31 

67.4 
29 



QUBSTIONS ON DIVISION t 



1. What is a double-acting suction pump? 

S. Explain the operation of a double-acting suction pump. 

5. What velocity of water-flow is recommended for the suction-piping of steam 
pumps? For the discharge-pipe of a simplex pump? For the discharge-pipe of a 
duplex pump? 

4. What is a ptston-pumpt A fHunoer-pumpt 

8. What is an outaide-packed plunger-pumpt An inaide-paeked plunger-pumpf 

6. What is the distinction between an outside-end-packed plunger pump and an 
outside-center-packed plunger pump? 

7. For what maximum discharge-pressures are piston and plunger pumps respectively 
adapted? 

8. Explain the method of packing a water-piston with hydraulic packing. 

9. In what class of pump service are soft rubber-composition valve discs especially 
suitable? In what class of pump service are metal valve discs especially required? 

10. How are the water-valves arranged, with reference to the pistons or plungers, in 
horisontal direct-acting steam-pumps? Which arrangement is commonly used in 
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pumps for high-pressure service? Which arrangement is recommended for vacuum 
pumps? 

11. What is the function of an air-chamber? 

12. Explain the operation an of air-chamber. 

13. Why are air chambers less necessary on duplex pumps than on simplex pumps? 

14. What is the highest level, consistent with good service, to which the water may 
rise in an air chamber? 

16. What is a snifter, as* used in air-chamber service? How does it work? 

16. Describe a method of recharging air-chambers in pumping systems working under 
pressures up about 1,000 lb. per sq. in. 

17. What is the proper ratio of air-camber volume to water-piston displacement in a 
single pump? In a duplex pump? In fire-pumps? 

18. What is the function of a vacuum chamber? 

19. Explain the operation of a vacuum chamber. 

20. What is a simplex steam-pumpf A duplex sieam-pumpt 

21. What is meant by the term steam-throtvn, as applied to the steam-valves of 
simplex pumps? 

22. Upon what adjustment does the length of stroke of simplex pumps with external 
valve gears commonly depend? 

23. Assuming that the crossheads are properly secured to the piston-rods, what three 
principal adjustments are necessary for correctly setting the steam-valves of a direct- 
acting duplex pump? 

24. What is the three-fold function of the valve-stem lost-motion in duplex direct- 
acting steam pumps? 

26. Describe the cycle of steam-valve motion in the operation of a duplex pump. 

26. What disadvantage ordinarily results from incorrect adjustment of the valve- 
stem lost-motion in duplex pumps? 

27. Describe a method of marking the striking-points of duplex-pump pistons. 

28. How much lost-motion should the steam valve-stems of duplex pumps ordinarily 
have? 

29. What is meant by compression-space in the steam-cylinders of duplex pumps? 
80. What are cushion-valves on duplex pumps? 

31. What are the advantages of simplex steam-pumps as compared with duplex 
steam-pumps? What are the disadvantages? Which type is recommended for fire- 
protection service in buildings? Which type is recommended for use in connection 
with surface condensers? Why? 

32. What considerations govern the proportioning of water-piston areas to steam- 
piston areas in boiler feed pumps? What is the usual proportion? 

33. What two principal considerations govern the selection of a direct steam driven 
boiler feed pump? 

34. What are the causes which may impair the effectiveness of a pump when it is in 
service? 

36. Explain some conditions which may cause a pump to fail to raise water. Give 
remedies for each. 

36. Explain the method of repairing the steam valve and valve seat in a pump 
when they are badly worn. 

37. Enumerate and explain the successive steps in erecting a pump. 

38. Discuss steam-pump lubrication. 

39. Explain how a pump should be started. 

40. What are the steps in stopping a pump? 

PROBLEMS ON DIVISION 2 

1. A direct-acting steam-pump for low-speed service has a plunger diameter of 12 in. 
The plunger is inside-packed. The plunger-rod is of 3-in. diameter. How many 
flat disc valves, each of 4-in. diameter and 0.25-in. lift, should there be in each set of 
suction and delivery valves in this pump? 



DIVISION 3 

CRAHK-ACTION PUMPS 

83. Crank-Action Pumps include piston or plunger pumps 
of all forms which depend for their operation on the circular 

motion of a crank-shaft. They may be classified as follows: 
(1) Crank-and- fly-wheel pumps in which the reciprocating move- 
ment of the pump piston or plunger is derived directly (Figs, 



Fia. M.— Stoam-Driven Ctsnk-And- Fly- Wheel Pump. 

84 and 85) or indirectly (Fig. 86) from the reciprocating 
movement of a piston in a steam cylinder but is dependent 
for its continuance upon the inertia efTect of the rotative move- 
ment of a crank-shaft and fiy-wheel. (2) Crank-action power 
pumps in which the reciprocating movement of the pump 
piston or plunger is derived from the rotative movement of a 
mechanically-driven crank-shaft. Figures 87, 88 and 89 show 
75 
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belt driven power pump aod Fig. 90 shows a gear driven power 
pump. 



Fio. Sb.—'OontontaX Seotion Of A DDuble-Artliif Duplex Cnnk-Aod-Flj'-WIietl 



FiQ. 86. — Crenk- 




The Walkina-Beam Type {PumpB Of This Type Ax* 



84. In The Operation Of Crank-And-Fly-Wheel Pumps 
the steam is worked expansively in the driving cylinders 
instead of being admitted during the entire stroke of the piston 
(Sec. 90), as in the operation of direct-acting steam-pumps. 
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Hence, a fly-wheel is necessary to insure approximately uni- 
form movement throughout the stroke. <See the author's 
Stbau Engines.) The pump piston or plunger is usually 
connected directly to the pieton-rod (Fig. 91) of the driving 
cylinder. Hence, the function of the crank-and-fly-wheel is 
only to insure minimum variation of the rotative speed. 



Crank-and-fly-wheel pumps are generally more economical 
than direct-acting steam pumps. This is due to the expansive 
use of steam in the cylinders and to the better valve action 
which is obtained, as in the steam engine, by the use of 
properly-designed Corliss and slide valve-gears. Hence, they 
are chiefly employed where steam-driven pumps are desired 
but considerations of economy preclude the application of the 
direct-acting type. 
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Note. — An Advantaoe Claimed Fob Crank Action Aa Compared 
With Direct Action in the operation of steMU-pumps is that cnmk- 




CMmk-And-Flywbwl Pump For Hydraulic Elavstot f 



action entirely obviates the short-stroking of the pistons (Sec. 76) which 
is liable to occur with direct-acting pumps. Also, since the limits of 
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tihe pistoD stroke are definitely fixed, less clearance ia neceasary at the 
ends of the cylinders. Crank action, ea a rule, permita ot a higher piston 
epeed than is practicable with direct-action. This ip due to the energy 
■wrhich is stored up in the moving mass of the fiy-wheel at the termination 
of the stroke. This energy is available for reversing the motion of the 
piston. With direct-action, the reversal of the stroke ia effected solely 
by steam pressure. 

Note.-— Steam- Dbiven Pdmps Of The Cram k- Am d-Fly- Wheel Type 
"Wbeb Fobmeblt Extensively Used In City Water Works and large 
hydraulic elevator installations (Pig. 01). The comparatively large units 
deeignedforthisclassof service are called pumping engines. PKmpa{F^. 
84) which are used in sugar mills for pumping molasses are also of this 
type. 



Fro. 02.— Alberger RoUtivp-Rociptocsting Dry-Vacuum Pump. 

Note, — A Majority Of Steam Air-Coufrebsors And DRY-VAcmjii 
PuuPB are, strictly speaking, included in this group but are more con- 
veniently discussed under other headings. For vacuum pumps (Fig. 
02) see Sec. 354. 

86. The Steam Consumptions Of Crank-And-Fly-Wheel 
Pumps are determined by the same general factors that govern 
the steam consumptions of steam engines in similar classes of 
service. These factors are, mainly, the type of steam valve 
gear that is used and the methods of operation — whether sim- 
ple or compound, condensing or non-condensing. Slow-speed 
crank-and-fly-wheel pumps with single steam cylinders of the 
simple slide-valve type consume, when operated non-conden- 
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sing, about 50 lb. of steam per indicated horse power hour. 
High-duty crank-and-fly-wheel pumps with compound steam 
cylinders and CorUss steam valves conBume, when operated 
non-condensing, about 25 lb. of steam per indicated horse 
power hour. With condensing operation, the steam consump- 
tion of these high-duty pumps may be as low as 10 lb. of steam 
per indicated horse power hour. 

86. The Advantages And Disadvantages Of Crank-And- 
Fly-Wheel Pumps in comparison with direct-acting steam- 
pumps may be enumerated as follows: (1) Steam-conaumption 



Fia. 93,— Triplei Pump For Heavy Liquids. 

is generally more economical. (2) May be run at higher speeds 
for most classes of service. (3) First cost is greater. (4) 
Require greater operating attendance. (5) Coat of maintenance 

is greater. 

Note. — The waler-eods of crank-action pumpa are built in many 
respects like the water-ends of direct-acting pumps, which are discussed 
in the preceding Div. The information there given relative to the care 
of valvea, packing, and management in general applies here to pistons, 
glands, plungere, and other parts. The subjects of piping, pressures, 
heads, suction -and the like are also largely omitted here as they axe dis- 
cussed in Divs. 1 and 2. 
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w or Double- Aoti DC Triplex Pump. 
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87. Crank-Action Power Pumps may be divided into three 
main classes: (1) Simplex power pumps (Fig. 87) in which the 
pumping operation is performed by a single piston or plunger, 
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(2) Duplex power pumps (Fig. 90, 200, and 201) in which the 
pumping operation is performed by two pistons or plungers 
operated by a common crank-shaft. (3) Triplex power pumps 
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(Fig. 93) in which the pumping operation ia perfonned by 
three pistons or plungers operated by a common crank-shaft. 
These pumps may all be single acting (Fig. 94) or double 
acting {Fig, 95). If the pump is double acting, the plunger 
may be in two parts as in Fig. 53. 



Fw. 98. — "Goulda" Triplai Deep Open-Well Pump. 

Note. — Power may be aupplied to power pumps by electric motors 
(Fig. 96), gas or gasoline engines, water-wheeb,st«a[n engines or liue-shaft- 
ing variously driven. This power may be transmitted to the crank-shafta 
of the pumps by means of belts (Fig. 97), chains (Fig. 08), gears or rope- 
drives. The pump crank-shafts may also be connected directly to the 
drive-shafts of the prime movers. 
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88. Crank-Actioa Power Pumps Are Designed And 
Arranged In Various Ways For Deep-Well Service. — Since 
wells are frequently more than 22 feet (practical suction lift, 
Sec. 2) deep, it is often neceasary to install pumps with their 
cylinders below the ground level so a« to force the water out 




Fio. 100. — A Motoi^Drivsn Deep-Well Pumr. 

by pressure. Sometimes wells have lai^e sectional areas and 
are comparatively shallow. For such, the under-ground por- 
tions of the pumps may be installed (Fig. 99) very much like 
ordinary power pumps. They are, however, provided with 
elongated plunger-rods which connect to the crank-shafts 
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located above ground. More often deep weUs are merely 
drilled holes ranging possibly from 2 inches to 
12 inches in diameter protected by metal-tube 
casings. They may be several hundred feet 
deep. For such wells it is necessary to use 
the so-called deep-well or artesian-well pumps 
(Fig. 100) which have been especially de- 
signed for this service. 

89. Crank-Action Pumps For Deep-Well 
Service are of three kinds: (1) Single-ading 
pumps discharging on the up-stroke only 
(For exception see Sec. 90), Fig. 101. (2) 



Double-acting pumps having one plunger but discharging on 
both the up-stroke and the down-stroke, Fig. 102. (3) Two- 
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stroke pumps having two plungers 
operating in one cylinder controlled 
by two well-rods, Figs. 103 and 104. 
Pumpa of this last type discharge 
almost continuously and are fre- 
quently used in deep-well service. 

Note. — Some Engineers Prefer An 
AiR-LiFT for certain deep- well pumping 
applications, because it has no moving 
members (except the eompreasor), is inex- 
pensive, and has no parta requiring repair 
underground where they are inaccessible. 
They are not as efficient from a power 



Fio. 104,— Deep- WeU Pump 
Cylinder Fitted With Differ- 
cntially-OpflTatiiig Fluncers. 
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Btandpoint as pumps but are proof against damage by grit and are not 
likely to get out of order. 

Explanation. — Fig. 100 shows a typical motor-driven deep-well in- 
stallation. It may be single-acting if used with the cylinder and plunger 
of Fig. 101 or double-acting if used with the cylinder and plunger of 
Fig. 102. The lower ball-valve (Fig. 101) opens on the up-etroke allow- 
ing the pump to fill with water. On the down-stroke, the lower valve 
seats and the upper valve opens allowing the water in the cylinder to 
flow past the plunger. On the next iip-stroke, the water is hfted up the 
drop-pipe. The double-acting plunger (Fig. 102) operates similarly to 
the single-acting plunger on the up-stroke. On the down-stroke, how- 
ever, the water, instead of merely passing tbe plunger, is forced up the 
drop-pipe through the hollow pluager-rod. Meanwhile more water is 
drawn into the upper part of the cylinder through the hollow tail-rod. 

90. A Compound Or Two-Stroke Deep-Well Pump Operat- 
ing Gear is shown in Fig. 103. Its plungers and cylinder, 
which are located undei^round, are sim- 
ilar to those shown in Fig. 104. The two- 
stroke type of pump has the advantage 
over the eingle-acting type that it insures 
a more nearly continuous movement of 
vertical water column. Its advantage 
over the single-plunger type is that the 
two plungers are of about the same 
weight and balance each other; as one is 
going up, the other is coming down. 

Explanation. — As the geared cranks A and B 
(Fig. 103) revolve, one or the other of the two 
plungers L and T (Fig. 104) is on the up-stroke 

continuously, except at dead-center. When the 

plunger T is on the up-stroke, its valve l^i Heats 

and water is forced by it up the drop-pipe, while 

valve Vi (Fig. 105) opens and allows water to 

pass plunger Z> which is then on the down-stroke. 

On the return stroke, the valve Vi seats and Fia. 105. — CroM Section 

water ie forced through valve Vi and on up the J" Z"""** I^'"«" Shown 

pipe. " ■ ""■ 

Note. — Most deep-well pump plungers are packed with leather cup- 
washerfi (Fig. 106). The plunger rods at the top of the drop pipes are 
packed, usually, with fibrous packing in the same way as are piston-rod 
glands. The valves used are either ball-valves (Fig. 101), disk valves or 
conical seated valves (Fig. 107). Plunger-rods or well-rods of the single- 
acting type are usually of wood with steel fittings and should be fitted 



88 STB AM POWER PLANT AUXILIARIES [Div. 3 

with guide-couplings (Fig. 108) which slide on the iniside of the drop- 
pipes and prevent the rods from buckling, Well-roda for double-acting 
pumps are generally made of wrought iron pipe, on account of the oom- 





FiB. 107.— Plum 



-Valva Tea Deep- 



pression strain on the down stroke. Guide-couplings should be used 
about every twenty feet. Two-stroke pumps have a solid steel or iron 
rod (Fig. 109) driving the lower plunger (Fig. 110). This rod slides 



Fio. 108,— Ste«l Guide Couplini For WeU-Rode Of Deep-Well Pumpa. 

inside of a hollow tube or pipe which drives the upper plunger (Fig. 111). 
Both rods must be guided and packed. In open-well pump installations, 
the plunger rods are guided (Fig. 00) with grooved rollers. 



^3^ 



=aa 



ff Rods For Operatinil PluneEf" Of Two-Stroke Deep-WeU P 



91. The Characteristics Of Crank-Action Pumps are very 
different from those of pumps of the direct-acting type. Com- 
pare the indicator diagrams for the steam- and water-ends of 
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the crank-and-fly-wheel pump shown in Fig. 112 with cor- 
responding ones for direct-acting pumps shown in Figs. 22 
and 23. The difference between the diagram for the steam- 
end in F^. 112 and that in Fig. 22 is due to cut-off at about one 
third stroke in the crank-action pump and non-expansive 
use of steam in the direct-acting pump. The difference 
between the water-end digram shown in Fig. 112 and that 
shown in Fig. 23 is due partly to the more rapid movement of 



the piston in mid-stroke in the crank-action pump and uniform 
movement throughout the stroke in the direct-acting pump. 
The type of water-end diagram of Fig, 112 is characteristic 
only for low-pressure and high-speed crank-and-fly-wheel 
and power pimips. Higher preeaures and lower speeds in 
crank-action pumps produce indicator diagrams which are 
more nearly rectangular. The higher-speed water-end dia- 
grams are characterized by sharp pressure peaks and very 
irregular pressure curves. 
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FlQ. 114.— Graph Showing Rates Of Sudti 
Cylinders Of A Duplex SiDgle-Actiiic Fump 
Kmplei Double-Acting Pump. 
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92. The Rate Of Suction And Discharge Graphs for a sim- 
plex single-acting crank-action pump are shown in Fig. 113. 
The lines of no-discharge and no-suction are separated to show 
the intermittent nature of the action of pumps of this type. 



FlQ. lis.— Oraph Rntn Of Suction And Dischsrf e Of The Individusl Cylinden U, 
B and C, Fig, I17| Of A yinale-Actins Tripki Pump, Alio The R«ulUnC Or Total 
Diuharge Of All Of The CyUnden. 

Fig. 114 shows graphically the suction and discharge rates for 
a single-acting duplex pump with cranks 180 deg. apart. A 
double-acting simplex pump has the same characteristics. 
Pumps of these types have instants of inaction at the ends of 
the strokes as shown at A on the graphs. 

Explanation. — The SncnoN And Dibcharob Graphs For A Tri- 
plex Pump aimilar to the one shown 
in Hg. 93 are shown in Fig. 115. A 
pump of this type has a crank-shaft 
(Fig. 116) having three cranks which 
are aet 120 deg. apart. Fig. 117shows 
diagrammatic ally the position of each 
crank separately at a given instant. 
The graphs in Fig. 115 show the rat«s 
of discharge and suction of each of 

the individual cyLnders A, B, and C F"o- ufl.— M«n Q»r And Crank- 
(Fig. 117) and also of the whole pump. ^'"" °^ * '^''p'" ^""^ ^'"^^• 
The line XX' (Fig. 115) represents the position of the plungers at the 
instant considered in Fig. 117. The distances of the points A', C, andC 
from the line of zero suction and two discharge (Fig. U.*)) represent the 
rates at which the cylinders A, B, and C are sucking or discharging 
at the instant considered. Cylinder A is at dead-center and. therefore. 
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point A' IB on the zero discharge line. CyliDder B ia nearing its maximum 
rate of diBcharge as shown by the rise of graph B at B'. Cylinder C 
has passed its maximum rat« of auction, as shown by the upward slope 
of the graph C at C. Graph Y represents the total discharge rate and 
graph Z the total suction rate of the pump. 





tint Triple. Pump, 8ho-i 


Relative Foution* Of Its ElsmentB At A Given Insten 


(3«e preceding illuatnti 


for emphe.) 





93. The Allowable Speed For Crank-Action Pumps varies 
over a wide range according to conditions. The following 
values are from various sources: 

94. Table Showing Typical Crank-Action-Pump Piston 
Speeds. 



Type of pump 


Piston speed, 
feet 

per minute 






30 inch stroke crank-and-fly-wbeel pump 

15 inch stroke crank-and-fly-wheel pump 


250 
2O0 






Water supply pumps 5" X 12" to 9" X 16" 50 lb. to 




Water supply pumps 5" X 12" to 9" X 16" up to 




Hydraulic pumps up to 5000 lb. pressure , 


SO 



NoTX. — For thick liquids and high suction lifts the allowable piston 
speeds are lower than specified above. 
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96. Selection Of Pumps For Liquids Other Than Water 

(Marks' Handbook) should be discussed usually with the 
pump manufacturers. The following indicates usual practice: 



liquid 


Material 


Tiiquid 


Material 


Brine 

Caustic 

Hydrochloric acid 


Brass fitted 
All iron 
Lead lined 


OU 
Sewage 


Brass fitted 
Brass fitted 
Large openings 



Note. — Corrosive Liquids are handled ordinarily by air pressure or 
in properly-lined centrifugal pumps. Gummy Uquids are handled pref- 
erably in pumps with large ball-valves. Volatile non-corrosive hquids, 
such as alcohol and gasoline, may be handled the same as water except 
that the liquid must always flow to the pump by gravity. 

96. Selection Of Proper Pump Power And Capacity is a 

matter of computation, as explained in Div. 1, but the follow- 
ing table of typical pump data shows, in a general way, the 
size and power necessary for a given capacity. 

97. Table of Typical Crank-Action Pump Data. 



Type 


Bore 

and 

stroke, 

inches 


Speed, 
r.p.m. 


Power re- 
quired in h.p. 
per 100 lb. 
per sq. in. 
head 


Pulley 
size, in. 


Capacity, 
gal. /milt. 


ti § 


2X2 


65 


♦0.24 


12 X IH 


•3.4 


o m .2 
*J3 o -e 


3X4 


55 


n.oo 


14 X 3 


♦13 


ingle-aci 
duplex 
ouble-ac 
simplex. 


4X6 


55 


*3.11 


18 X3M 


,*35 


6X8 
4 X 12 


50 
42 


♦6.40 
♦3.96 


20 X 5 
18 X SH 


♦95 
♦54 


CQ Q 


10 X 12 


40 


♦23.00 


24 X 6 


♦320 


a 
o 


2X2 


60 


0.32 


12 X 2 


4.7 




3X4 


55 


1.52 


15 X 3 


20 


ti 


4X6 


55 


4.65 


20 X4K 


53 


It 


6X8 


50 


11.10 


30 X 6 


146 


1^ 


8X 10 


45 

• 


21.00 


36 X 6 


292 



♦ Duplex double-acting pumps at the same speed give approximately 
twice these capacities and require twice the power and pulley width. 



94 STEAM POWER PLANT AUXILIARIES [Drv. 3 

Norn. — Crank- A ni>-Fly- Wheel Pdmp Sizes cannot be figured from 
the relative boiler pressure and working piesBure as can direct-acting 
pump sizes (Sec. 50). Because of the 
cut-oS at partial stroke of crank-and- 
fly-wheel pumpe, the horsepower of 
the steam cylinders must be found 
and the capacity figured as for power 
pumpa. 

98. The Advantages Of The 
Electricatly-Driven Pumping 
Unit are : (1) It may be located 
many miles from the source of 
power and still operate with very 
high efficiency. These values are 
typical: — Line efficiency, 90 per 
cent. Motor,85 per cent. Pump 
and gearing, 82 per cent. Over- 
all efficiency 63 per cent. For 
steam or air-operated pumps 
which are installed a consider- 
able distance from the source of 

! power, the over-all efficiency 

would probably be under 25 per 
cent. (2) Automatic control is 
effected readily with electricity. 
Electrically-driven pumps may 
be started and stopped by a 
float-operated switch which will 
maintain a required level in the 
Fio. 117X.— VBiie-Kiinw Single- Supply tank. Elec t fically- 

Aoting Deep-Well Pump Provided With operated pumps may readily be 

rhRercQtinl PiBlfln For Securing Con- , ii j ■■ ■_, 

tinuoua DUchartB, (Tha plunger, c, on controUcd iFom any reasonable 

its up stroke dischiirBeii halt of its dis- digtanCC. 

the Bir-chamlHr, H. The other half in 

drawn into differential cylinder, E. by NoTB. — The choice of a method of 

the upward movement of D. On the driving a boiler feed pUmp 18 dis- 

down atroke. A eloaee and the waUr in ^USSed In Secs. 214 tO 219. The prin- 

E iBdiieharged outFby D.) . , ..i- j ii. - i i 

ciples outlined therein are of general 
application, and are useful in selecting driving means for a variety of 
purposes. 
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99. Simplex Double-Actmg Pumps are manufactured for a 
great variety of purposes. Many non-corrosive oils, solutions 
and other liquids are handled in factories by such pumps. 
The sizes range ordinarily from around 2 in. bore and stroke to 
around 6 in. bore and stroke for general service. Small 
water-supply systems can often be served effectively by pirnips 
of this simple type. Simplex pimips of small capacity have 
the advantages of lower first cost and greater ease of repair 
than more complicated pumps. In the larger capacities 
these advantages disappear. Simplex piunps are seldom de- 
signed single-acting because of the intermittent discharge due 
to such action. Single-acting deep-well pumps are an exception 
but the discharge is made regular in some such pumps by a 
differential cylinder, which is located near the discharge out- 
let and discharges half the water on the upstroke and half 
on the down-stroke (Fig. 117 A). 

100. The Use Of Duplex Single-Actiiig Pumps is confined 
largely to a few special applications where it is necessary to 
reduce the first cost below that of a triplex pump. They are 
now made seldom, if ever. The intermittent discharge may 
be a decided disadvantage. For the average service, the 
duplex single-acting pump has no advantage over the standard 
simplex double-acting piunp. 

101. Crank-And-Fly-Wheel Pumps range in size up to 
perhaps 10 ft. stroke by 4 ft. bore for municipal pumping 
service. The large pimips of this type are usually compound 
duplex or triple expansion triplex. Crank-and-fly-wheel pumps 
are, on account of their high economies, used occasionally 
for mediiun duty, although their first cost is greater than that 
of either the centrifugal or direct-acting pumps with which 
they are in competition. 

Note. — Centrifugal pumps driven by motors or steam turbines are 
superseding crank-and-fly-wheel pumps for large municipal pumping 
installations. The centrifugal unit usually deteriorates less in efficiency 
with constant use than does the reciprocating unit. Furthermore, the 
much smaller size and weight of the centrifugal unit for a given capacity 
make its installation less expensive. These features are conducive to 
lower annual costs. 
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102. Duplex Double-Actmg Power Pumps are manufactured 
in sizes ranging from perhaps 3 in. bore, 4 in. stroke to 14 in. 
bore, 12 in. stroke for mine pumping, boiler feeding (in the 
smaller sizes), drainage and general water-supply purposes. 
The additional parts necessary for the two cylinders of these 
pumps are justified by the smaller size of the parts and the 
better characteristics of the duplex pump. The cranks of 
these pumps are usually set 90 deg. apart so as to give four 
maximiun discharge peaks per revolution. 

103. Triplex Single-Acting Power Pumps are in competition 
with duplex double-acting power pumps for most classes of 
service and the choice of design varies with the manufacturer. 
The triplex -single-acting is a more compact upright type of 
pump. The duplex double-acting type is more common in the 
horizontal design because of the extra length of guides neces- 
sary for double action. There is some advantage in the triplex 
single-acting construction for hydraulic press work because the 
strains are more easily taken care of by the single-acting form 
of plunger and connecting rod. Triplex pumps are more 
commonly used than are duplex pumps. 

104. Triplex Double-Actiiig Pumps are used occasionally 
for certain special applications in large units for high-pressure 
pumping. For the average application they possess no advan- 
tage over single-acting triplex pumps. There are compara- 
tively few in use. 

Note. — Multingtage centrifugal pumps are now used for many ser- 
vices where it was formerly considered that the head or pressure was too 
high for a centrifugal pump to work against. The eflSciency of a cen- 
trifugal pump is usually somewhat less than that of a new crank-action 
pump. However, the centrifugal pump has advantages such as compact- 
ness, simplicity, low up-keep and long-continued eflSciency that under 
many conditions offset this disadvantage. 

106. The One General Rule In Selecting A Pump is first 
to find which types of pumps will satisfy the capacity require- 
ments of the service being considered and be reliable under 
the conditions. In so doing, consider: (1) Liquid to be handled. 
(2) Attention required. (3) Characteristics. (4) Capacity , head 
and power. Then, the eligible types having been determined, 
select that type which will show the least annual cost or the 
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least cost for pumping a certain quantity of water, on the 
basis of: (1) Interest on investmetit. (2) Depreciation. (3) 
Maintenance. (4) Power cost. Often this determination 
may be made most conveniently on the basis of pumping the 
quantity of liquid which the pump must handle in a year. 
106. Modem Pun^ Applications. — The words in the 
spaces (F^. 118) refer only to crank-action pumps. It is 
understood that only one pump at a time is being considered. 
Greater capacities can be obtained, of course, by installing 
several pumps in parallel. Greater heads can sometimes be 



Fia. 118.— Modsra Pump Appliotiana. 

obtained by installing several pumps in series. The diagram 
should be studied in connection with Sees. 96 to 105. The 
letters S and D refer to single or double-action. The type 
names which are underscored, indicate the type ordinarily 
preferable for the stated conditions. 

107. To Compute The Horse Power Rating Which A Motor 
Should Hare to Operate A Deep-Well Pump use the following 
formulas which were derived from data in the Goulds Mfg. 
Co. catalogue. 

When the pump operates single-acting (Fig. 101) or two- 
stroke {Fig». 103 and 104): 

(48) Pmp = ^f^"" (horse power) 
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(49) 



When the pump operates doubU-acling (Fig. 102) : 

^^^ " 2000 



(horse power) 



Wherein: Pbhp = the required horse power. Vom = the quan- 
tity of water pumped in gallons per minute. Lhmr = the total 
measured head against which the piunp works in feet. L/ = 
the length of the plunger rod in feet. K = sl constant taken 
from Table 108 by which the weight of the plunger rods and 
couplings is included in the computation. 

Note. — The quantity K is ignored in For. (48) because the weight of 
the single-acting rods which have to stand tension only is not great enough 
to enter into the calculation. The two-stroke pump plunger rods bal- 
ance as explained in Sec. 90. 

Example. — A two-stroke deep-well pump (Fig. 103) is required to 
deUver 100 gal. of water per minute against a total measiu*ed head of 
200 ft. What should be the horse-power rating of a motor which is to 
drive this pump? 

Solution.— By For. (48), Vbhp = V^«L*„r/1300 = 100 X 200 -s- 
1300 = 15 ^. p. approximately. 

Example. — A double-acting single-plunger pump is required to draw 
125 gal. per min. of water from a well 150 ft. deep and deliver it into a 
tank 100 ft. above ground. The bore of the pump cylinder is 5.75 inches. 
What should be the horse-power rating of a motor to drive this pimip? 

Solution. — The total measured head = 150 H- 100 = 250 ft. By 
Table 108, the value of K for a 5.75 inch pump = 0.56. By For. (49) 
Pbhp = VgmiUmT +LfK) /2000 = 125 X [250 -h (150 X 0.56)] -^ 2000 = 
20.9 h.p.f or 21 h.p. practically. 

108. Table Of Head-Pressure Equivalents K For. (49) Of 
Weight Of Deep-Well Pump Plunger Rods. 



Dia. pump 


K or head per 


Dia. pump 


K or head per 


cyl. inches 


ft. of rod 


cyl. inches 


ft. of rod 


2.25 


0.96 


4.75 


0.59 


2.75 


0.69 


5.75 


0.56 


3.25 


0.72 


6.50 


0.46 


3.75 


0.73 


7.50 


0.36 


4.25 


0.60 


8.50 


0.40 



109. Leather Cup-Washers For Deep-Well Pump-Plungers 

should be of the best quality of oak tanned leather. Soft 
spongy leather is utterly unsuited for this service. 
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Note. — Leather pocking should be thoroughly greased with pure tal- 
low. The tallow should be worked into the leather with the fingers be- 
fore the cup is put into place. Satisfactory lubrication may also be 
secured by soaking the cups in neatafoot, sperm, or castor oil for an hour 
before putting them into place. In no case should mineral oil be used. 
Treatment with ordinary machine oil, 
which contains a mineral ingredient, 
tends to rot the leather and render it 
pulpy. 

NoTB. — To Make A Sbt Of Cop- 
Washehs For A Pdmp Plunqbr, 
proceed as shown in Fig. 110. The 
cast-iron mould, M, should be made 
with di equal to the diameter of the 
pump cylinder and S J^g in. greater 
than the thickness of the leather, 
fTable 110). The radius of the ^ ,i9_Moid 

mould at R should be about one L, 

third the height of the washer. A 

disk of leather, the proper diameter and thickness, is soaked in water until 
soft. Then it ia drawn down slowly into shape by means of the 
bolt. The protruding edge is then trimmed off flush with the matrix. 
After ten hours or more, the leather is removed and well greased with 

110. Table Of Dimensions Of Cup-Washers For Pump 
Plungers. 






Diameter of pump 
cylinder in inches 


Thickness of 
leather in inches 


D 

Depth of cup 

in inches 


2 






Hi 


H 


3 






K« 


H 


4 






H 


1 


5 






H 


IH 


6 






H 


IH 
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B. What two kinds of deep well pumps force water up the drop pipes in a fairly 
continuous stream? What kind does not? Can this last kind be made to give fairly 
continuous discharge? How? 

€. Explain, with a sketch, the operation of a double-acting single-plunger deep-well 
pump. Of a two-stroke pump. 

7. What do the graphs of Fig^. 112, 113 and 115 represent? What do they show 
about the action of various kinds of pumps? 

8. Under what condition can alcohol and gasoline be pumped satisfactorily? 

9. Give several advantages of electric drive for a remotely located pump. 

10. What tjrpe of pump is superseding the large crank-and-fly- wheel pump? Why? 

11. What is the advantage of the simplex double-acting pump for small capacity 
requirements? 

11. Name two widely-used types of crank-action power pump other than the simplex 
double-acting ts^pe. Which of the two is most commonly used? 

IS. Outline a method of arriving at a proper choice of power pump. 

14. What is a cup washer for? Explain by a sketch how to make one. How should 
it be lubricated? 

PROBLEMS ON DIVISION S 

1. Compute the proper horsepower rating for a motor which is to drive a single- 
acting deep-well pump delivering 150 gal. per min. against a total measured head of 
225 ft. 

1. Compute the proper horsepower rating for a motor which is to drive a double- 
acting deep-well pump having a displacement of 0.9 gal. per rev. at 30 r.p.m. The 
well rod is 175 ft. long and the pump discharges 50 ft. above the base of the generating 
gear. Cylinder diameter is 2^ in. 



DIVISION 4 



CENTRIFUGAL AND ROTARY PUMPS 



.-D/'sc/targre 0uf/9f 
*■■— ^ Ccfs/; 



rSucthn Inlef J 



111. The Development Of The Centrifugal Pump started 
with its invention in about 1680. The first centrifugal pump 
built in America (Fig. 120) was called the Massachusetts 
piunp. This was a crude aflfair of low efficiency. Only 
during the last 20 years has much improvement been made 
over the Massachusetts piunp. This seemingly slow develop- 
ment has been due to the fact 
that the centrifugal pump is 
inherently a relatively -high- 
speed machine. Formerly, there 
was no motive power well adapted 
to drive it. The introduction of 
the electric motor and the steam 
turbine, which are mherently 
high-speed machines, led to 
further development. Hence the 
demand for centrifugal pumps 
is now great and is steadily 
increasing. 




Fia. 



120. — The Massachusetts 



Pump. 



Note. — A large portion of the material contained in this Div. is based 
on that from publications of The Goulds Manufacturing Co.y to whom 
credit is hereby given. 

112. A Centrifugal Pump is a pump that, as will be ex- 
plained later, depends upon centrifugal force or the variation 
of pressure due to rotation for its action. When any body 
is constrained to move in a curved path, there is a force which 
tends to impel the body outward from the center. This 
force is called centrifugal force, 

113. The Theory Of The Centrifugal Pump may be illus- 
trated (Figs. 121 and 122) by the phenomenon of a bucket of 
water which is whirled around the head in a circular path. 
If the bucket of water is whirled at a sufficiently-high speed, 
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none of the water will spill, even when the bucket is in the 
position shown in Fig. 121. The force which holds the water 
against the bottom of the bucket is centrifugal force. . Now if 




wiml Tbrouch The Hole Id The Bucket. 



a hole is cut in the bottom of the bucket, the water will be 
forced out through the hole (Figs. 123 and 124) and will be 
thrown upward into the air. 
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BbcFLANATioN. — Suppose that the boy's arm is a suction pipe and that 
his body is a reservoir containing water (Fig. 125). The centrifugal 
force of rotation throws the water from the bucket. This tends to pro- 
duce a vacuum within the bucket and ^ 

auction pipe. If the surface of the ,-*0''i*™»'A,^nM«rf/»i«""^ 

water in the reservoir h open to the ;,, ^' ..,_.« 

atmosphere, the water will be forced to 
rise in the suction pipe by the atmos- 
pheric pressure and will be pushed by 
the centrifugal force out through the 
hole in the bucket so long aa the end 
of the pipe (fig. 125) is submei^ed in 
the water and the bucket is rotated at 
a sufiiciently-high speed. Roughly, 
this illustrates the theory of the cen- 
trifugal pump. 

114. The Commercial Cen- 
trifugal Pump (Fig. 126) is 
merely a modification of the ap^ 
paratus shown in Fig. 125. The 
impeller, rotating within the cas- fw. 
ing, C, corresponds to the rotating 
bucket. Water enters the impeller through an inlet hole 
around its center, 0. The rotation of the impeller imparts cen- 
trifugal force to each particle of water, which causes the 




Single-Stufl, Singlol 



ID Volute Centrilinal Pump. 



water to be thrown outward. Thereby pressure is created 
back of each particle of water and the water is discharged 
from the impeller into the case, C. The contoiu* of the im- 
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peller blades is so designed that the water enters the 
blades, passes through them and is discharged with a minimum 
of friction. 

Explanation. — The water upon entering the pump at 0, (Fig. 127) 
is caught between the vanes of the impeller which are rotating. This 
rapid rotation of the water sets up a centrifugal force, F, and forces the 
water outward against the pump casing, C, just as the boy swinging the 
bucket over his head (Fig. 121) created a centrifugal force which pressed 
the water against the bottom of the bucket. The pressure which is 



- ~ — 'iH~i»5c/?Qnyg P//X 1 5ct.In. In Cross Secfhn 



Wafer Enfurs Punp Througth This 
Opening^-, 

'Suction P^ 



Dlrecthn Of-, 
Rotorflon > 







Fig. 127. — Centrifugal Force Created By Rotation Of Impeller Vanes. 



thus set up may be imagined to be transmitted by the water, from 
particle to particle, entirely around the inner periphery of the casing to 
the discharge nozzle. The water is thus caused to rise in the dis- 
charge pipe P, just as the water was forced out through the hole in the 
bottom of the rotating bucket. The water will rise in the pipe until the 
pressure due to the water column in P just balances thg centrifugal force 
F. Suppose the speed of rotation of the impeller /, (Fig. 127) is such that 
a centrifugal force of 43.4 lb. per sq. in. is produced on the casing. Sup- 
pose the nozzle and discharge pipe, P, have a cross-sectional area of 
1 sq. in. Water will then rise in the discharge pipe until the weight of 
the water column is 43.4 lb. The height of a water column 1 sq. in. in 
cross section having a weight of 43.4 lb. is (Sec. 5) 100 ft. It will be 
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shown later that the impeller velocity which is required to lift water 
vertically 100 ft. is the same as that velocity which the water would have 
after freely faUing through a distance of 100 ft. 

Note. — There Are Other Factors Which Have Considerable 
Effect upon the efficient operation of centrifugal pumps, such as elimi- 
nation of eddy currents, efficient transformation of kinetic energy to 
pressure without shock, etc. These are principles of design and are 
not within the scope of this book. 

116. A Freely .Falling Body Will, If It FaUs Through A 
Certain Height, Have A Certain Velocity, or speed, at the end 



^ 



sse/Ofmffer 



I 

t 



is; 



of its fall. Suppose there is a body, say 
a bucket of water, on the top of a building 
(Fig. 128) which is 100 ft. high. If the 
bucket is pushed oflf and allowed to fall, 
it will fall with a continuously increasing 
speed until it strikes the earth.* If it is 
now impelled upward with an initial 
velocity equal to the velocity which it 
had when it struck the earth, it will 
rise just to the height from which it fell. 
The velocity which a body will acquire 
in falling through a given distance, or 
the velocity which must be imparted to ^ ,„„ ,, , t. « 

'^ ... FiQ. 128.— Vessel Fall- 

a body to cause it to rise to a given ingFromTopOf Aioo-Ft. 
height may be computed by the follow- ^^i^ding. 
ing, which is, if the frictional resistance of the air be disre- 
garded, true for any body whatsoever: 




^ 



m 



V = V^gLf 



(ft. per sec.) 



(50) 

or 

(51) Vm = 481\/L^ (ft. permin.) 

Wherein: v = velocity in feet per second. Vm = velocity in 
feet per minute, g = acceleration due to gravity = 32.2 ft. 
per sec. per sec. Lf = distance in feet, through which body falls, 
or the height to which it will rise if impelled upward with an 
initial velocity of v or v, 



'tn* 



Example. — A vessel of water (Fig. 128) is dropped from a point 100 
ft. above the earth. With what velocity will it strike the ground? 
Solution.— By For. (51), the velocity = r« = 481\/l^ = 481\/l00 = 
481 X 10 = 4,810 ft per min. 
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{ Impet/tr 
\ ToBz 
• Driven At 
\ /06ff R.P.M. 



Example. — ^What is the initial velocity which must be imparted to 
the vessel of water to cause it to rise 100 ft. in a vertical direction? 
Solution. — By For. (51), the velocity = »« = 481\/L} = 481\/i60 = 
481 X 10 = 4,180 /«. per min. 

116. The Theoretical Speed In R.P.M. At Which A Cen- 
trifugal Ptimp Impeller Must Run To Pump Water To A Cer- 
tain Height may be determined by The Law Of Freely Falling 

^. Bodies. As was shown in the 

7^'\i i preceding Sec, the water, to be 

^ — ^ thrown to a certain height, must 

have the same velocity when it 
leaves the impeller as it would 
have if it fell from the same 
height. This may be stated: 
The speed in feet per minute of 
a point on the periphery of the 
impeller should be equal to the 
velocity which the water would 
acquire in falling from the same 
height as the total head pumped 
against. 
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Fig. 129. — A 12-In. Diameter Im- 
peller When Driven At 1685 R.P.M. 
Will, Theoretically, Produce A 121-Ft. 
Head. 



Note. — ^Thb Total Hbad Pumped 
Against is the sum of all friction, 
velocity, and static heads, which occur 
between the suction-pipe intake and 
the delivery-pipe outlet. See Sec. 12. 
Example. — ^At what speed, in r.p.m. 
must a 12-in. diameter impeller of a 
centrifugal pump (Fig. 129) be driven 
to deliver water against a total head 
of 121 ft.? Solution.—By For. (51), 
vetocHy = Vm = 481\/L^ =481\/i21 = 
481 X 11 = 5,291 ft. per min.j which is the required peripheral velocity 
of the impeller. Circumference of impeller = irrf = 3.1416 X 1 = 3.14 /<., 
which is the distance a point on the periphery of the impeller will travel 
during 1 revolution. Now, 3.14 X r.p,m. = peripheral velocity of the 
impeller = 5,291. Or, r.p,m. = 5,291 -^ 3.14 = 1,685 r.p.m. 

Note. — Due to certain losses which cannot be eliminated, the actual 
speed of the impeller must be somewhat greater than the theoretical 
speed to produce a given head. 

Note. — "Head** May Be Reduced To Equivalent Pounds Per 
Square Inch Unit Pressure as explained in Sec. 4. Also see the 
author's Practical Heat for definition and explanation of unit pressure. 
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117. The Quantity Of Water Which A Pump Will Deliver 

when being driven at a given speed will depend upon: (1) The 
size of the discharge ouUet. (2) The size of the suction inlet. (3) 
The size of the casing, (4) The width of the impeller vanes. In 
good design the allowable velocity of the water at the discharge 
outlet is about 10 ft. per sec. However, this velocity may 
vary from 5 to 15 ft. per sec. 

Note. — It Is Customary, In Ordinary Parlance, To Speak Op A 
Centrifugal Pump As A "4-in. pump/* a "6-iw. pump,** Etc. This 
means that the inside diameter of the discharge nozzle, N, Fig. 126, is 
4 in. or 6 in. However, the discharge-nozzle diameter is not to be taken 
as accurately defining the capacity of a pump. But if it is remembered 
that the nozzle-velocity in most centrifugal pumps is about 10 ft. per 
sec., the discharge-nozzle diameter does provide some idea as to the 
capacity of the pump in gallons per minute. An approximate rule is: 
The number of gaUons discharged per minute is approximately equal to the 
square of the discharge-riJbzzLe diameter^ in inches, multiplied by 25. 

118. The Quantity Of Water Delivered By A Centrifugal 
Pump Through A Frictionless Pipe Will Vary In Direct Pro- 
portion To The Speed Of The Impeller, If The Diameter of the 

impeller remains unchanged, and if the friction of the water in 
the pump is neglected. This may be formulated as follows: 

(52) • Vgm2 = — ^-^ — ^— (gal. per min.) 

Wherein: Vgm2 = quantity of water, in gallons per minute, 
dehvered by the piunp when running at iVa r.p.m. Vgmi = 
quantity of water delivered by the pump when running at 
iV^i r.p.m. 

Example. — ^A certain centrifugal pump running at 1,600 r.p.m. de- 
livers 1,000 gal. per min. through a frictionless pipe line. How many 
gaUons will be deUvered per minute by the same pump through the same 
pipe if the speed is changed to 1,200 r.p.m. Solution. — By For. (52), 
the quantity which wHl he delivered ai the changed speed = Vgm% = {Nz X 
Vgmi) /Ni = (1,200 X 1,000) H- 1,600 = 750 ^aZ. per min. 

Note. — Since All Actual Pipe Lines Offer Frictional Resist- 
ance To Water Flow In Them, The Above Formula Cannot Be 
Used In Practice. The actual quantity of water delivered by a pump 
through a pipe line may be either greater or less than the value obtained 
by applying the above formula. The only practical method of deter- 
mining the delivery of an actual pump at different speeds is by test, aQ 
explained in Sec. 138. 
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119. The Pressure Head Which Will Be Produced By A 
Centrifugal Pump Will Vary As The Square Of The Speed Of 
The Impeller, if the diameter of the impeller remains constant 
and there is no water-friction loss within the pmnp. This may 
be expressed as a formula by: 

(53) LhT2 = hy^j LhTi (feet) 

Wherein: LhT2 = head, in feet, produced by the pump when 
running at N2 r.p.m. Lhti = head, in feet, produced by the 
pump when running at Ni r.p.m. 

Example. — ^A pump which has no water-friction loss is running at 
1,600 r.p.m. produces a total head of 80 ft. What head will be produced 
by the same pump if the speed of the impeller is changed to 1,000 r.p.m.? 
Solution. — By For. (53), the head produced at the new speed = LhTi = 
(Ni -^ Ni)^ X LhTi = (1,200 -5- 1,600)« X 80 = Kg X 80 = 45 «. 

120. The Power Required To Drive A Centrifugal Pump 
Will Vary As The Cube Of The Speed Of The Impeller, if 

the diameter of the impeller remains unchanged, and if no 
power is lost through pump by mechanical and water friction. 
This rule may be written: 

(54) Pbhp2 = [j^j Pbhpi (horse power) 

Wherein: 'Pbhp2 = horse power required to drive the pirnip at a 
speed of N2 r.p.m. Pbhpi = horse power required to drive the 
pump at a speed of Ni r.p.m. 

Example. — ^32 h.p. are required to pump a given quantity of water 
against a certain head when the frictionless pump is running at 1,600 
r.p.m. What would be the horse power required to drive the same pump 
at 1,200 r.p.m.? Solution. — By For. (54), the power required at the 
new speed - Phhpi = {Ni -^ iVi)» X Pbhpi = (1,200 -i- 1,600)« X 32 = 
27/64) X 32 = 13.5 h.p. 

121. The Velocity Of A Point On The Periphery Of The 
Impeller Is Directly Proportional To The r.p.m. Of The 
Impeller, or expressed as a formula: 

(55) »„ = ^^ = 0.261,8 Nd (ft. per min.) 
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Wherein: Vm = velocity, in feet per minute, of a point on the 
periphery of the impeller. N = speed, in r.p.m., of the 
impeller, d = diameter of the impeller in inches. 

Note. — By transposing For. (55) and substituting in Fors. (52), (53), 
and (54), there results: 
From For. (52) 

(56) . V,r.2 = ^L^y^» (gal. per min.) 
From For. (53) 

(57) Lht2 = (^) * Lhti (feet) 
And from For. (54) 

(58) Pbhpi = (j) Pwpi (horse power) 

Wherein: di and d2 = the old and new diameters of the impeller, in 
inches, respectively. From Fors. (56), (57), and (58), it is evident, that 
if the speed in r.p.m. of a centrifugal-pump impeller remains constant, 
and if there is no friction, the following will be true: (A) From For. (56), 
the quantity of water delivered will vary as the diameter of the impeller. (B) 
From For. (57), the head jyroduced wHl vary as the square of the impeller 
diameter. (C) From For. (58), the power required for driving mil vary as 
the cube of the impeller diameter. 

122. Centrifugal Pumps May Be Classified According To 
Several Different Features, the most important of which are: 
(1) Volute or turbine. (2) The number of stages. (3) Single 
suction or double suction. (4) Open impeller or enclosed 
impeller. (6) Horizontal or vertical. Each of these different 
features will be discussed in succeeding Sees. 

123. The Two General Classifications Of Centrifugal 
Pumps Are: (1) Turbine Pumps. (2) Volute Pumps. The 
turbine pump (Fig. 130) is one wherein the impeller is sur- 
roimded by a diffusor containing diffusion vanes which direct 
the water flow from the impeller. The relative position of 
the diffusor, D, and the diffusion vanes, V, (also called guide 
vanes) is shown in Fig. 131. These vanes are so shaped that 
gradually enlarging passages are provided for the water. 
In flowing through these guide-vane passages, the velocity 
which is imparted to the water by the centrifugal force 
(Sec. 114) IS converted into pressure. The casing which sur- 
rounds the diffusion ring, may be circular and concentric 
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(F^. 131) with the impeller, or ie sometimes of a spiral form. 
The volute pump (Fig. 126) 

is one which has no guide 3 

vanes, but instead, has a | 

spiral-^aped casii^. This J 

spiral easing F,{Fig. 126) J 

is also called the volute. "i 

In the volute pump, this a 

spiral casing replaces the | 

guide vanes of the turbine 'i 

pump. The volute, or J 

spiral easing, is so de- ^ 

signed that it so guides the i 

water from the impeller to $ 

the dischai^ pipe that the S 

velocity is gradually con- J 

verted into pressure. Vol- S 

ute pumps ordinarily have . I 

but a single impeller. J 

Where a closed-type im- S 

peller is used, a double- 5 

iniet is employed, thereby •S 

eliminating end thrust, * 

124. The Applications Of i 

The Volute Pumps And Of I 

The Turbine Pumps over- f 

lap. In general, however, £ 

for low heads, ^under about 3 

70 or 80 ft.) the volute I 

pump should be chosen. S 

For h^her heads the tur- J 

bine (multi-stage, 8ec. ^ 

126) pump will give better I 

service. The volute pump I 

may be considered superior \ 

t-o the turbine pump from " 

the standpoint of size, aim- ^ 
plicity, and cheapness. 
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Note. — There Is Much Contbovbhst Concerninq The Coupara- 
TivB ErFiciENCY Of The Two Types Op Pdmpb, More rapid progress 
haa probably been made in the design of the turbine pump than in that 
of the volut« pump. This is attributed to the fact that the guide-v&ne 
design of the turbiae pump is more amenable to mathematicaJ analysis 
than is the spiral casing of the volute pump. It has been predicted, 
that volute passages wtU eventually be designed whereby it wiU be possi- 
ble to effectively pump against the same heads with the volute pump as 
with the turbine pump. Since the volute pump is the cheaper and 
simpler it may therefore find a wider application in the future. 

126. Water May Be Raised Ab High As Desired by arrang- 
ing a sufficient number of independent pumps (Fig. 132) so 
that the discharge of one of the pumps is piped to the suction 
of the next. It is desired to 
pump the water (Fig. 132) to 
a total height of 200 ft. 
Pump A tabes water from 
reservoir D and delivers it 
to reservoir E. Pump B 
takes water from reservoir 
E and deUvers it to reservoir 
F. This is, however, an un- 
economical method of pump- 
ing water [gainst a high 
head. The usual method 
which is used in practice is 
described in the following 
Sec. 

126. The Multi-stage 
Centrifugal Pump (F^s. 130 
and 133) is really two or 
s more distinct pumps con- 
nected in series. Such a 
pump has two or more im- 
pellers through which the water passes successively. The 
impellers are mounted on the same shaft and contained within 
the same casing. That is, the water is dischai^ed from the 
first-stage impeller, 7, (Fig. 133) through the return chamber, 
Ki to the suction side of the second-stage impeller, II, etc., 
throughout each st^e of the pump. Multi-stage pumps are 
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used to pump against high heads. They may be either of 
the volute or of the turbine type. 

Explanation. — The twonstage pump, (Fig. 130) may be considered 
merely as a more compact arrangement of the two pumps in Fig. 132. 
Suppose the water is taken into the firstnstage suction, ^i (Fig. 130) and 
is discharged to the secondnstage suction, St^ through the return chamber, 
R, at a pressure equivalent to a lOO-ft. head. The water is then received 
by the secondnstage impeller under a 100-ft. head. In passing through 
the secondnstage impeller, the water is given an additional lOO-ft. pres- 
sure head. Thus as the water passes from Si to N (Fig. 130) the same 
result is obtained as by the two pumps in Fig. 132. Multinstage pumps 
are usually designed to produce from about a 100- to a 150-ft. head per 
stage. The superiority due to compactness, simplicity, and economy of 
the multi-stage pump of Fig. 130 over the two-pump arrangement of 
Fig. 132 is obvious. 

127. "Single Suction" And "Double Suction" are also 
classifications of centrifugal pumps. A single-suction (also 
called side-suction) pump (Fig. 133 is one in which the water 
enters the impeller from one side only. A double-suction 
pump (Fig. 130) is one in which the water enters the impeller 
from both sides. A double-suction pump will, with same im- 
peller diameter, have a larger discharge than a single-suction 
pump. The double-suction pump may have two separate 
suction pipes, or the water may be divided after it enters the 
casing. A single-suction pump which takes water, either by 
suction or under a positive head, will have a side-thrust Side- 
thrust is caused by the pressure on one side of the impeller 
being greater than the pressure on the other side. This side- 
thrust is transmitted to the shaft, and will, unless some method 
of balancing is provided, cause excessive friction and wear in 
the thrust bearing. 

128. The Forces Which Tend To Unbalance The Impeller 
may be understood from a consideration of Fig. 134. The 
water, which enters the impeller eye at A, has its direction of 
flow parallel to the axis of the shaft. When the water im- 
pinges on the impeller at B, its direction of flow is changed, 
as shown by the arrows. This change of direction results 
in the exertion of a force against the impeller which tends to 
move it to the right. Since the pressure in pounds per square 
inch in r is almost equal to the pressure in pounds per square 
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inch at the periphery of the impeller, the water in r will exert 
a force on the impeller, the direction of which will be to the 
left. Due to the same cause, a pressure will exist in (, which 
will exert a force to the right on the impeller. However, the 
leakage of water through a will result in the pressure in pounds 
per square inch in ( being somewhat less than that in r. Also, 
the area of the impeller web over which the force in r acts 
is greater than that over which 
the force in t acts. Therefore, 
since the pressure in pounds per 
square inch in t is less than that 
in r, and since the area of r is 
greater than that of t, the 
combined - transmitted - pressure 
force will act to the left on the 
impeller. As all of these forces 
may vary from one instant to 
the next, the direction of the 
resultant may shift from right 
to left. It cannot, therefore, 
be predetermined just how great 
or in which direction the result- 
ing force will be. To minimize 
the total resultant unbalance 

the devices which wiU be de- j.,„ i34,-unb.i«n«K] impeiier. 
scribed are employed. 

129. lliere Axe Various Methods Of Balancing Single- 
Suction Impellers Against End-Thrust, the most common of 
which are: (1) The Jaeger method. (2) By means of an aulo- 
matic hydraulic balancing piston. Each will be described: 

130. The Jaeger System Of Balancing Single-Suction 
Impelleis (Fig. 135) automatically minimizes the longitudinal 
unbalance but it requires, in addition, mechanical thrust 
bearings. The impeller is equipped in front and rear, with 
wearing rings (R, Fig, 136). The diameter of the front and 
back rings is the same, so that the area of the surface a is 
equal to that of suriace b. Since leakage through the rings 
will be practically the same in both the front and the back 
sides, the pressure on a will be equal and opposite to that on 
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b. The leakage water which flows across the front sealing 
surface enters the suction opening of the impeller. To prevent 
the leakage water which flows across the back sealing surface 
from collecting in the annular ring and building up pressure, 
the holes, H (Figs. 131 and 135), permit 
this leakage water to pass into the im- 
peller. Leakage through the wearing 
rings may be minimi^d by forming a laby- 
rinth pathway (Fig. 136) for the water. 
The mechanical thrust bearings which are 
necessary to resist the force due to change 
i of direction (Sec. 128) are usually of the 
ball type, or (Fig. 130) of the multi-collar 
type. 

131. The Automatic Hydraulic Balanc- 
ing Piston (Fig. 133) whereby all of the 
impellers (multistage pump) are balanced 
by a single balancing piston is shown in 
Flo. 136. — Showing ^ig- 1^7. This balancing chamber is at 
Jaeger Method o( im- the right-hand end of the last stage. The 
pe er a ncing, last-stage impeller is provided with wearing 

rings. Water leaks through between the surfaces of these 
wearing rings to the balancing chamber. If the shaft, and 
the movable part, M, (Fig. 137) moves to the ri^t, the pas- 
sageway between the wearing rings is increased. This permits 
the water to pass more freely through K into the balancing 



Fm. 136.— Varioiu Types Of Wearina RingB. (I - Impcllep, W - Wearing Ring, 

chamber C. This same movement to the right tends to close 
the escape-passageway, E, which prevents the water from 
escaping through the pipe, P. Thus, the pressure in the 
balancing chamber builds up and acts against the balancing 
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disk, (or piston) D, which is fixed to the shaft. This moves 
the shaft to the left until ft is closed and*^ is open and 
equilibrium is established. 

Note. — Balancing Op DooBLE-SucnoN Pumps is taken care of, 
theoretically, in the degigin of the pump. The hquid is supposed to 
enter in equal volumes from both sides. Since the inlet openiDgB are 
also supposed to be equal, the vacuum or pressure on one side of the 
impeller is always equal and opposite to that on the other side. There- 
fore, no end-thrust is exerted. The impeller is also equipped with front 
and back wearing rings of equal diameter (Sec. 130) so that there is no 
end-thrust on the impeller on the outside of the wearing rings. Actually, 

Pipe 79 F/rsfSta^-Su 



Fio, 137.— Pi»lon. Or / 

however, the inlet-openings are never exactly equal. The wearing rings 
are likely to wear unevenly. One or both of these causes will set up an 
unbalanced end-thrust on the inside of the wearing rings, making it 
necessary to equip a pump of this type with a mechanical thrust bearing. 
Note. — Due To The Small Bearing Surface Or The Open-Typo 
Impeller (Fig. 127) very little end-thrust is developed. Hence, mechan- 
ical thrust bearings will ordinarily assume the end-thrust which is devel- 
oped in a pump of this type. 

132. The Open Imi>eller is shown in Figs. 138 and 138A. 
Pumps equipped with an impeller of this type are sometimes 
called fan pumps. The action is similar to that of a paddle- 
wheel revolving in a circular casing. All of the early centri- 
fugal pumps were of this type. It has poor water-guidance 
and fiow-lines. This results in excessive wasteful churning 
and eddying of the water. Also, a great amount of water 
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escapes between the blades ot the impeller and the casing walls. 
This is similar lo the slip (Sec. 22) in reciprocating pumps. 




,h 0P6D impellera.) 



Due to the above mentioned causes, the efficiency of the pump 
which is equipped with an open impeller is comparatively low. 
It is relatively cheap in price. For certain classes ot work 




Fio, 13SA, — PerepcitivB View Of An Open-Type Centritugal-Pmnp Impenef. 

such as pumping mash and thick liquids, it is the only type of 
centrifugal pump that will give satisfaction. Its use is not 
to be recommended as a power-plant auxiliary. 
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133. The Enclosed Impeller (Fig. 139) is a development of 
the open impeller. If a disk or plate were secured to each 
side of an open impeller, a closed impeller would result. The 
enclosing walls or covers are, in practice, cast soUd with the 
impeller vanes. These enclosing walls prevent the water 
from escaping past the impeller blades. Also a relatively 
close-running joint can be made between the impeller and the 
casing. This reduces the slip to less than that which occurs 
with the open impeller. The eflSciency of the pump is mate- 





I-5iole view I- Sectional Elevation 

FiQ. 139. — Cloeed-Tsrpe Impeller. 

rially increased by these two devices. The running joint (Fig. 
135) is usually known as the sealing surface. The running 
joint is formed by the wearing rings. 

Note. — ^Thb Ideal Condition Would Be To Have A Tight Fit 
Between The Sealing Surfaces. This is, however, impossible of 
attainment. In practise, a diametral clearance of from 0.012 to 0.018 
in., is allowed between the wearing rings. Small particles of grit in the 
water will cause the rings to wear, thus enlarging the clearance and in- 
creasing the leakage. The increased leakage will lower the efficiency. 
This necessitates renewing of the wearing rings. 

* 

134. The Maximum Heads Against Which Impellers Of 
The Different Types Are Designed To Operate are approxi- 
mately as follows: (1) Single-suction ^ open impeller ^ 100 ft. 
(2) Dovble-suction, open impeller, 100 ft (3) Single-suction, 
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endoaed impeUer, 100 ft. (4) Double-suction, enclosed impeller, 

150 fL 

Note.— The Single Im- 
PBLUH Pump (R. A. Fiake) 
may be efficiently used for 
heads up to and including 150 
ft. or higher, with efficiencies of 
from 50 to 80 per cent. For 
pressures above 50 lb. per sq. 
in., two or more runners or 
stages may be used, each stage 
adding approximately SO lb. per 
sq. in. to the total pressure 
available from the pump. 

136. A Vertical- Shaft 
Centrifugal Pump (Fig. 
140) may be used where 
conditioDB are such that a 
horizODtal-shaft pump can- 
not be placed within suc- 
tion distance of the 
supply- water level. This 
condition is frequently en- 
countered in deep wells, 
sewage service, sumps, 
and along rivers where the 
difference in water level 
between high and low 
water will amount to 20 
or 30 ft. A vertical cen- 
trifugal pump may be 
operated completely sub- 
mei^ed in the water (See. 
136). It is, however, ad- 
visable, where conditions 
permit, to locate the pump 
in a dry-pit. This makes 
it more readily accessible 
than when submerged. 
Consequently the pump will be given better attention. For 
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reasons, which will be stated in the following Sees., a vertical- 
shaft centrifugal pump should not be selected where it is 
feasible to use one of the horizontal-shaft type. 

136. The Bearii^s In A Vertical Pump are very likely to be 
a source of constant trouble. These bearings may be divided 




Fio. 141.— Sectional View Of Hanger-Type Fio. 142. — Showing RoUUng 

Thrust B«rin« For Vertical Centrifugal Porta And Thnut Bearing Of A 

FuiDpe. (WorthinctoD Pump And Machinery Vertical Centrifuaal Pump. (Th« 

Corp.) Goulds Mfg. Co.) 

into two claeaes: (1) The pump bearings proper. (2) The live- 
shaft bearings. The pump bearings, if the pump is submerged, 
usually depend upon the water for lubrication. This results 
in extremely rapid wear. The line-shaft bearings consist of 
the thrust bearings (Figs. 140, 141 and 142), and, if the line 
shaft is long, the guide bearings (Fig. 143), The thrust bear- 
ing must carry the weight of the rotating parts and, in some 
instances, the weight of the pump. It has been found difficult 
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to design a thnist bearing which will operate satisfactorily at 
centrifugal-pump speeds. The multi-collar (Fig, 141), roller, 
and self -aligning ball (Fig. 142) types of bearings are used. In 
any event, the bearings of vertical pumps require considerable 
attention. 

137. When The Line Shaft Of 
A Vertical Pump Is Long, It Is 
Difficult To Keep The Motor, 
Line Shaft And Pump In Align- 
ment. When the line-shaft 
length exceeds about 30 to 40 
ft. a certain flexibility and the 
inevitable misalignment in an 
installation of this sort must be 
provided for. This necessitates 
the installation of several thrust 
bearings between the motor and 
the pump with a flexible coup- 
ling immediately above each 
thrust bearing. A guide bear- 
ing should be placed on each side 
of and close to each flexible coup- 
Ung. The maximum distance 
between guide bearings should not exceed about 6 ft. 

138. The Performance Characteristics Of A Centrifugal 
Pump For Various Conditions Of Operation should be known 
before it is placed in any given installation. The factors which 
determine the performance characteristics of a centrifugal 
pump are principally: (1) The quantiiy of water delivered. (2) 
The efficiency. (3) The horse power input at each of several 
different heads. These data are usually supplied by the manu- 
facturer, but if they are not, they may be secured by test. The 
two principal reasons for testing a pump are : (1) To delermine 
its characteristics (Sec. 139). (2) To determine whether or 
not the manufacturer' a guarantees have been fulfilled. 

Note. — ^A CBNTRtrnaAi, Pump Mat Bb Tested As Follows: Tba 
pump which is to be tested is directly connected to a direct-current, 
variable-Bpeed electric motor, Jtf (Fig. 144) of known efficiency. A volt- 
meter, V, and an ammeter. A, an connect«d in the motor circuit. A 
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preaeure gage, P, ie connected into the discharge pipe. A vacuum gage, 
S, is connected into the suction pipe. The quaatity of water discharged 
may be measured either by means of a calibrated nozzle placed on the 
end of the discharge pipe, or by a water meter, W. Or, if the pump is of 
small capacity, the water may be discharged into a suitable container, R, 
and measured directly. The gage readings of iS and P should be com- 
bined and convert«d to head in feet (Sees. S and 38), which will be the 
total head pumped atptintt if the discharge- and suction-pipes are of the 
same diameter. 



Flo. 144. — An AmDcemeDt Which M*y Be Used In Tertin« A CentiifiuBl Pump. 

The pump is primed and started. The speed must be maintained 
constant throughout the teat. Simultaneous readings of S, P, A, V; and 
W are taken. 8 and P are converted into lolai head in feet (Sees. 5 and 
38). Then ttw^e formulas may be applied: 

(59) Pm, = ' ^ ^.^ ^- (horse power) 



!9.6 X P», 



(60) "'= ^fivP (percent.) 



Wherein: Pt», - input to pump in horse power (also called brake horse 
power of pump). / ■■ motor-current, in amperes, as read from the 
ammeter. V — motor-e.m.f., in volts, as read from voltmeter. V,m = 
quantity of water pumped, in gallons per minute, aa det«rniined from 
water meter. Lkr = total head pumped against, in feet, as obtuned 
from 5 and P. E,. — efficiency of motor, at the given load, expressed 
as a decimal, as obtained from the motor efficiency graph. E, — effi- 
ciency of the pump, expressed in per cent. 
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By appl3dng the formulas for a certain discharge in gallons per minute, 
the head, the brake horse power, and the efficiency of the pump, when 
running at the given speed, are determined. The discharge is now varied 
by either opening or closing the gate-valve, G, and another set of readings 
is taken and the corresponding computations are made as described 
above. By opening or closing the gate-valve, the conditions should be 
varied from no discharge when G is closed, to practically no head when G 
is wide open. Several sets of readings should be taken, at fairly regular 
intervals of discharge in gallons per minute, over that discharge range 
which will be provided from gate-valve entirely closed to wide open. The 
test data should be plotted into a characteristic chart as will be described. 

Example. — A centrifugal pump (Fig. 144), which is undergoing test, 
is driven by a direct-connected, direct-current motor, at a constant speed 
of 1,700 r.p.m. A certain set of readings are as follows: Vgm = 400 gaJ. 
per min.; S = 8.9 in. of mercury; P = 26 lb. per sq. in.; A = 36 amp.; 
F = 218 volts. What is the horse-power input to the pump, the head 
produced, and the efficiency of the pump in per cent., at this rate of 
discharge? 

Solution. — By note subjoined to Sec. 38, the suction pressure developed 
— (8.9 X 0.4914) = 4.37 lb, per sq, in. Since the water level is below 
the pump-center, S and P are combined by addition, or (4.37 + 26) = 
30.37 lb. per sq, in. By For. (1), the total head prodv^cedy Lht = (2.31 X 
30.37) = 70 ft. From the motor-characteristic chart, it is found that 
the efficiency of the motor at this load Em = 89 per cent. By For. (59), 
the horse-power input to the pumpj "Pbhp = I X V X^m -^ 746 = 36 X 
218 X 0.89 -i- 746 = 9.37 h.p. By For. (60), the efficiency of the pump, 
Ep = {LkT X Vgm) ■^ (39.6 X P^ap) = (70 X 400) -^ (39.6 X 9.37) =66.2 
per cent. 

Note. — ^A Centrifugal Pump Should Be Tested Under The Con- 
DiTiQNs To Which It Will Be Subjected When Installed. Thus 
a boiler-feed pump should be tested with water at the temperature of 
that which it will ultimately handle. 



139. A Chart Of The Characteristic Graphs Of A Centrifugal 
Pump may be plotted thus : First compute from the test data 
the head in feet, the brake horse power, and the efficiency, for 
each of the different rates of discharge. Then (Fig. 145) lay 
off, on the horizontal axis (on a sheet of cross-section paper), of 
the gi'aph, to a convenient scale, the range of discharge values 
in gallons per minute. Next lay off, on the vertical axis, the 
range of values corresponding to the head in feet, the brake 
horse power, and the efficiency. Now plot the values: Lay 
off to scale, on the horizontal axis, distances equivalent in 
value to the different discharges in gallons per minute as 
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taken from the test data. For each point thus obtained, 
locate new points in the body of the chart by laying off verti- 
cally, to scale, distances which are equivalent to the heads in 
feet for the discharge at each head. A smooth curve drawn 
through the points obtained as described, results in the h^ad 
graph (F^, 145). The brake horse power and the efficiency 
graphs are plotted in a similar manner. These three graphs 
are known as the ckaracterisUcs of the pump. 



FiH. 145.— Ty|rfo»l Ch»r»ol«tiBti(» Of A Centrifugal Pump At Constant Speed. 

110. A Number Of Important Facts May Be Determined 
From The Characteristic Graphs (Fig. 145) of a pump which 
is operated at a given speed which are not apparent from the 
test data, such as: (1) The rale of discharge in gallons per 
minute when pumping against any head. (2) The efficiency 
of the pump at any discharge rate. (3) The horse power required 
to drive the pump when pumping water against any head. If 
(with a certain pump speed in r.p.m.) any one of the four items: 
the head pumped against, the efficiency, the brake horse 
power, or the dischai^e in gallons per minute, is known, then 
the other three can be determined directly from the graphs 
without further calculation. 

Explanation. — The highest point on the brake-horee-power graph 
(Fig. 145) is about 61 h.p. This indicates that a QO-h.p. motor would 
be suitable to drive the pump at any load without daoger of motor- 
overload. It is also evident that the maximum efficiency is about 73 
per cent., and that when operating at this maximum efficiency, about 
1,800 gal. per min. will be delivered against a 90-ft. head. When oper- 
ating -under these conditions, the power required to drive the pump is 
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about 59 b.p. Electric motors are usually designed to operate at their 
maximuin efficiency at the rated full load. A 60-h.p. motor would, 
therefore, when driving the pump against a OO-ft. head, be operating at 
about its marimuni efficiency. The maximum overall efficiency would 
be obtained with the pump direct connected to a 60'b.p. motor, when 
delivering 1,800 gal. per minute against a 00-ft. head. 

Note. — A pump, having a bead graph similar to that of Fig. 145, 
has what is known as a rising charaderiaHe. That is, beginning at 
shut-off, tbe bead developed increases up to a certain point (about 
600 gat. per mio. in this pump) and then decreases. A slightly rising 
characteristic is usually desirable. Nota that after this flOO-gal.-per-min. 
point is passed, that the horse-power input is increased, and that its 
efficiency increases up to a certain point, and then decreases. Study 
this graph of Fig. 145 to obtain a further understanding of the relations 
between head, efficiency, horse power, and discharge, in a' centrifugal 
pump which is operating at a constant speed. 

141. Graphs Showing Typical Relations Between Head, 
Volume, R.P.M., And Efficiency, In Good Commercial 

Centrifugal Pumps are reproduced in Figs. 146, 147, 148 



Pv Cent Df Rcrtecri VWume 



Fia. 148.— RfUtioi 
meceUI CentrUucHl F 
Thmn AO Ft. 

and 149. (Marks' Mechanical Engineers' Handbook). 
There is no sharp division line between high head and low 
head. Low head is in these graphs, assumed to mean lesa 
than 50 ft. High head is assumed to mean above 50 ft. 
Low speed is up to 600 r.p.m.; modercUe speed, from 600 to 
1,800 r,p.m.; high speed above 1,800 r.p.m. These graphs do 
not show the performance of any individual pump, but are 
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the averages of data obtained from a large number of good 
commercial pumps, and show what may be reasonably ex- 
pected of the average pump. These curves are particularly 



Tia. 147.— Relation BetwMn H(«d, Volume, R.P.M.. And Effioienoy, In Good Com- 
mersial Centrifocal Puoip* Whish Opente BetwHn 600 And l.SOO R.P.M. Afunat 
HMdi Greater Than fiO Ft. 

applicable to lai^e-capacity pumps, as in the smaller pumps 
efficiency is likely to be sacrificed to decrease the first cost. 



(*r Cult. Of Rotted Kiiuine 

Fio. IIS.— Relation Brtween Hr«l, Volume. R.P.M., And Efficiency. In Qood 
Centrituisl Fumpa Which Oper&te Betiren BOO And 1,800 R.P.M. Aaunit Hwda Los 
Th»n 60 Ft. 

BzAifPLX. — A centrifugal pump has a normal rating of 8,500 gal. per 
min. when operating agaiuat an SO-ft. head at 1,700 r.p.m. About what 
efficiency should be expected when the pump is operating at ita normal 
rating? If the speed is increased 5 per cent., what discharge rate should 
be expected if the head pumped against remains constant, and what 



128 STEAM POWER PLANT AUXILIARIES [Drf. 4 

should be the expected resulting efficiency? Solution. — Since a speed 
of 1,700 r.p.m. aod a head of 80 ft. would classify this pump as moderate 
speed and high head, refer to the graphs of Fig. 147, The lOO-per-cent. 
r.p.m. graph, the lOO-per-cent, bead graph, and the lOO-per-cent. volume 
graph intersect at point A. It is found that an efficiency of about 80 
per cent, should be expected when the pump is operating at its normal 
rated load. The 106-per-cent. r.p.ra. graph intersects the 100-per-cent. 
rated load graph at point Bf which shows that about 112 per cent, dis- 
charge rate and about 74 per cent. efSciency may be expected with a 
5-per<«nt. speed increase. 



142. The Effect Of Chaining The CoaditiotiB Under 
Which An Actual Centrifugal Pump Operates will now be 
considered. While the effect of changed operating conditions 
will always be determined primarily by the theoretical prin- 
ciples discussed in Sees. 118 to 121, these theoretical laws 
cannot, usually without modification, for reasons already 
suggested, be applied to an actual pump. In practice, the 
most feasible method of ascertaining the consequence of 
altered conditions is a graphic one. For this graphic method, 
a chart (Fig. 145), on which are shown the characteristic 
graphs for the pump under consideration, must be employed. 

Note. — How To Ascertain, From Thb Characteristic Graph, The 
Effect Of CHANOiNa Either The Head Ob The Dibcharqe, And 
The Correspohdinq Change In Efficiency and Horse-Power In- 
put, At a Constant Speed, has already been explained in Sec. 140, 
A method of obtaining the characteristic graphs at any desired speed (within 
reasonable limits) from the graphs for a given speed will be presented in 
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the following Sec- Then, after having determined the characteriatic 
graphs at any desired speed, the bead, rate of discharge, efficiency, and 
brake horse power, can be ascertained at this desired speed. The 
charts for any pump at the rated speed may be obtained by test, or, 
usually, from its manufacturer by giving him a detailed description (all 
name plate data and serial number) of the pump under consideration. 

143. A Change In The Impellei Speed Of A Centrifugal 
Pump will (Sees. 118 to 121) affect the quantity of water 
delivered, the head produced, and the horse-power input. 
The formulas by which these variations are computed, for a 



Fia. 160.— niiutratinc Method OF Determining Centrifugsl Pump CluineteTiatin At 
Any Desired Speed. 

theoretical installation without water-friction, are given in 
Sees. 118, 119, 120, and 121. This theoretical condition of a 
frictionless installation is very closely approximated in 
practice where a pump is delivering water to a stand-pipe 
through a short length of pipe without bends. However, in 
those installations wherein the friction head (Sec. 9) is large, 
these theoretical formulas cannot, without modification, be 
employed. Having the characteristic graph of a pump for a 
given speed, the method of obtaining the graphs for any other 
speed may be understood from a consideration of the following 
example : 



130 STEAM POWER PLANT AUXILIARIES [Dnr. 4 

Example. — ^A 1,700-r.p.m. pump, which has a head graph as shown in 
Fig. 150 delivers 1,900 gal. per min. in a certain installation wherein the 
static head is 52 ft. and the friction head due to the piping is 50 ft. 
What quantity of water will be delivered and what head will be produced, 
provided the same piping is used, if the speed is decreased to 1,530 r.p.m.? 

Solution. — The friction head varies approximately as the square of 
the volume of water delivered. Therefore, at 950 gal. per min., the friction 
head ^ (950/1900)* X 50 = 12.5 ft. Take other values of discharge in 
gallons per minute and compute the corresponding friction heads in a 
similar manner. These values of friction head laid off vertically upward 
from the "52 ft. static" line (Fig. 150) on the corresponding discharge- 
rate lines result in the friction head graph. Next select points such as 
A, B, C, D, and E^ on the 1700-r.p.m. head graph (Fig, 150) and deter- 
mine the head and discharge rate corresponding to each point selected. 
In Fig. 150, point C corresponds to 1,750 gal. per min. pumped against 
a 107-ft. head when the pump is running at 1,700 r.p.m. By For. (52), 
the quarUity of water delivered at 1,530 r.p.m. — Vgmi = {Nt X Vgmi) -5- 
Ni = (1,530 X 1,750) -s- 1,700 = 1,575 gal. per min. By For. (53), the 
head produced ai 1,530 r.p.m. — Lkti — (Nt 4- Ni)* X Lhti = (1,530 4- 
1,700)« X 107 = 86.6 ft. Thus point C, which is a point on the 1,530- 
r.p.m. head graph, has a value of 1,575 gal. per min. at 86.6 ft. Simi- 
larly, determine the values of points A', B', i>', E', etc., which correspond 
to the values, of A, B, D, E, etc., and plot points A', B', C, D', E', etc., 
on the chart. A smooth curve drawn through A', B', C, £)', etc., results 
in the 1,530-r.p.m. head graph (Fig. 150). The intersection of the 1,530 
r.p.m. head graph with the friction-ftead graph determines the quantity of 
water discharged and the head produced, which, in this case, is about 1,580- 
gcd. per min. against abotU a S7-ft. head. 

ExAMPLE.-At what speed must the pump in the preceding example 
be driven to deliver 1,500 gal. per min.? 

SoLunoN. — ^The l,500-gal.-per-min. line intersects the friction-head 
graph at point Y, and the 1,530-r.p.m. head graph bXX. Therefore, the 
speed required to deliver 1,500 gal. per min. = 1,530 — [{JX^tance XY -^ 
Distance XB) X (1,700 - 1,530)] = 1,530 - (0.24 X 170) = 1,530 - 
40 = 1,490 r.p.m., approximately. 

Note. — ^Thb Power REQxnRED To Drive A Centrifugal Pump 
At Any Speed, other than that upon which the available characteristic 
graphs are based, may be determined as follows: Suppose the chart is 
provided for the pump when running at 1,700 r.p.m. (Fig. 150) and that 
it is desired to determine the power required to drive the pump at 1,530 
r.p.m. From the available characteristic head graph construct the head 
graph for the desired speed, as explained above. When the pump is 
running at 1,530 r.p.m. and operating under the conditions which are 
represented by point B', it will have the same efficiency that it has when 
running at 1,700 r.p.m. under the conditions which are represented by 
point B; also the efficiency at C% ly, E\ etc., will be the same as that at 
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C, D, Ef etc., respectively. Therefore, by projecting vertically down- 
ward from Z>, (Fig. 150) it is found that the pump, when operating at 
1,700 r.p.m. has an efficiency represented by Sf of 72 per cent. Then 
locate point 5' equivalent to 72 per cent, vertically downward from D\ 
S' is one of the points on the efficiency graph for 1,530 r.p.m. Other 
points are located in a similar manner and the 1,530-r.p.m. efficiency 
graph is drawn. From corresponding values of head, discharge rate, and 
efficiency, the brake horse power (power input to motor) can be computed 
by For. (60) and the graph can then be drawn, as explained in Sec. 139. 

144. The Methods Of Driving Centrifugal Pumps Are: 

(1) Belt or ropes. (2) Direct connected to an electric motor. 
(3) Direct connected to a steam or gasoline engine. (4) Direct 
connected or reduction-^ear connected to a steam turbine. Each 
will be discussed: 

146. A Belt Drive For Centrifugal Pumps is better suited 
to those of smaU than to those of large capacity. It should be 
employed only when direct-connection is infeasible. When 
it is desired to use a belt drive, a pump which has a relatively 
low speed should be selected. In general, the belt speed 
should not be permitted to exceed about 4,5(X) ft. per min. 
The pulley centers should be located a reasonable distance 
apart, especially when there is much difference in the size 
of the driving pulley and the driven pulley. The tight side 
of the belt should, when possible, be underneath. 

Note. — When The Arc Op Belt-Contact Is Approximately 180 
Degrees, The REQxnRED Width Op A Single Belt To Drive A Cen- 
trifugal pump may be computed by the following formula: 

(61) L. = ^'^^ X /"' ^^"''^^ 

Wherein: L^ = width, in inches, of a single belt. P^p = maximum 
brake horse power required to drive the pump. N — revolutions per 
minute at which the pump is to operate, d = diameter, in inches, of the 
pulley on the pump shaft. To obtain the required width of a dovble 
beit, multiply the result obtained from For. (61) by 0.625. The pulley 
used on the pump shaft should have a face at least 2 in. wider than the 
belt. 

146. The Direct-Connected Motor-Driven Centrifugal 
Pump (Fig. 157) is one of the most satisfactory forms of 
centrifugal-pump installations. The principal reasons for 
this are: (1) Saving of floor space. (2) Reduction of power- 
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transmission losses. Since the centrifugal pump is a relatively 
high-speed machine, and as high-speed motors are cheaper 
than low-speed motors, a saving in the first-cost is obtained. 
By the use of a variable speed motor, various pumping condi- 
tions (Sees. 118 to 120) may be satisfied by the same unit. 

Note. — The Electric Motor As A Drive For Centrifugal Pumps 
Has Decided Advantages in isolated installations or where no facilities 
are at hand for utilizing the heat available in the exhaust steam. 

Note. — Direct-Current Motors find application for installations 
where only direct current is available or where adjustment of speed is 
necessary. The direct-current motor has the further advantage in that 
it can be designed for any definite speed. Where the voltage is constant 
either shunt-wound or the compound-wound, direct-current motor can 
be used with success. Where the voltage is variable, as in some tem- 
porary installation, particularly when fed from an electric railway cir- 
cuit (see Sec. 173), a compound direct-current motor should be used. 
It is generally recommended that, when direct-current motors are used, 
the discharge gate valve be closed in starting. This procedure should 
especially be followed with shunt-wound motors. Proper ventilation 
must not be overlooked in motor-driven installations. 

Note. — Motor-Driven Centrifugal Pumps Are Usually De- 
signed To Operate At Speeds Op About 1,100, 1,200, 1,700, And 1,800 
R.P.M., since these are the more usual "synchronous" speeds of alter- 
nating-current motors. The synchronous speed of any QO^yde alternating' 
current motor = 7,200 -?- number of poles. The actual full-load induction- 
motor speed will be about 5 per cent, less than the synchronous speed. 
Direct-current motors are often designed to run at these speeds. This 
renders a pump which is designed to operate at one of the above speeds 
suitable for either direct- or altemating-current-motor drive. 

Note. — The Power-Factor-Correcting Ability Op The Syn- 
chronous Motor Is Increasing The Demand For Direct-Connec- 
ted, Synchronous-Motor-Driven Centrifugal Pumps. If, however, 
the brake horse power at shut-off is greater than about 35 per cent, of 
the full-load brake horse power, difficulty is likely to be experienced in 
getting the motor to pull into synchronism. 

Note. — The Squirrel-Cage Alternating-Current Induction 
Motor Is Well Adapted To Centripugal-Pump Drives (R. A. Fiske) 
because of the simpUcity of the motor and its control. The first cost is 
generally less than that of a motor of the slip-ring type. Due to the 
squirrel-cage motor's characteristic of low starting torque, a valve 
should, where one of these motors is used, be placed in the discharge line 
to minimize the load on the pump during the starting period. 

Note. — Slip-Ring Induction Motors are preferable for centrifugal 
pumps of the larger capacities because of their ability to start smoothly 
against great torques without taking excessive currents from the line. 
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147. A Steam Or Gasoline EnginCi Direct Connected To A 
Centrifugal Pump constitutes an economical method of opera- 
tion. The speed of ordinary reciprocating machinery is, 
however, relatively low. Consequently this method of 
drive is only suitable for the low- and medium-head pumps. 

148. The Direct- Or Gear-Connected Steam-Turbine 
Centrifugal-Pump Drive is rapidly gaining in popularity. 
Since both the steam turbine and the centrifugal pump are 
inherently high speed machines, they are admirably suited to 
each other. The steam-turbine-driven centrifugal pump is 
even more flexible as to speed variation than is a motor-driven 
pump. By the installation of suitable governors, which are 
actuated by the pump discharge-pressure, control is obtained 
whereby the turbine speed is automatically adjusted so that 
the head produced by the pump remains constant over a 
range of from 3^^ to full pump-capacity. The maximum eco- 
nomical speed for large-capacity pumps operating against low 
heads is usuallv lower than the minimum economical turbine 
speed. Hence in such installations the pump is connected 
to the turbine through specially-designed reduction gears. 
This enables both turbine and pump to be driven at their most 
economical speed. There is but little power-transmission 
loss (about 2 per cent.) through a reduction gear of the double 
helical type. 

Note. — The Steam Turbine When Exhausting Into A Vacuum 
Affords A Very Economical Drive. (R. A. Fiske.) In such units 
the turbine may exhaust into a condenser (Div. 9) serving one or several 
of the main generating units. Or the exhaust may be used to advantage 
in feed-water heaters (see Div. 7). Where economizers are installed and 
where there would otherwise be an excess of auxiliary exhaust, low-pres- 
sure turbines could be used as drivers, the low-pressure steam being 
derived from other auxiliaries or from the intermediate receivers of 
the main engines or turbines. The turbine can also be arranged to ex- 
haust into the intermediate stages of the main generating units. For 
the larger units, it may prove advantageous to use a low-level jet con- 
denser (Sec. 336) taking the condensing water from the discharge side 
of the pump and returning the waste water to the suction well. 

149. A Flexible Coupling Should Always Be Used To Direct- 
Connect A Centrifugal Pump To Its Motive Power. — Usually, 
the pump and the driving unit have two main bearings each. 



134 STEAM POWER PLANT AUXILIARIES {Otv. i 

If a rigid fla,ngeHM>uplmg Ib used, the drivrng-umt shaft and 
the pump shaft become, in effect, a solid continuous shaft, and 
it is practically impossible to al^n four bearings so that each 
will function properly at centrifugal-pump speeds. A flexible 
coupling (Fig. 151) will compensate for slight inaccuracies in 
alignment, and also reduce vibration. In a gear-connected 
steam-turbine drive, a suit- 
able flexible coupling should 
be used on each side of the 



NoTB. — It is generally con- 
ceded that flexible couplings 
may not prove entirely "flex- 
ible" on high-epeed ehafts. 
Therefore, a rigid baseplate 
extending under pump, driving 
unit and gears, should always 
be provided to maintain tha 

shafts of the two units in 

Fia. 161. — FleiibU Coupllne For Direct- good alignment, especially 
Coj.™»tiD, A Centrifufi Pump To If „t,ere the pump is driven at 

Dnvin* Unit. , , , fnr, 

speeds above 1,500 r.p.m. 

160. The Advantages Of The CentrifugalPump (R. A. Fiske, 
The Centrifugal Pump, Power Plant Engineering, February 
15, 1921) are: (1) But one moving part. (2) No valves or pistons 
to be kept in order. (3) Uniform pressure and flow of water. (4) 
Freedom from shock. (5) Compactness. (6) Simplicity of 
design. (7) Simple to operate and repair. (8) High rotative 
speed, allowing direct connection to electric motors and steam 
turbines. (9) In case of stoppage of delivery, the pressure cannot 
build up beyond predetermined working limits. (10) Low first 
cost. (11) Lov> rate of depredation. 

161. The Disadvantages Of The Centrifugal Pump are: (i) 
The rale of flow cannot be efficiently regulated for wide ranges 
in duty. (2) The efficiency is not usually as high as the best 
grade of piston pump. (3) Direct connection to low-speed enffines 
cannot be made when operating on high lifts. 

162. A Comparison Between Centrifugal Pumps And Recip- 
rocating Pumps will explain the increasing demand for the 
centrifugal pump. The centrifugal pump is, in general, s«- 
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perior to the reciprocating pump in simplicity, reliability, 
ease of operation, durability, space occupied, and frequently 
in over-all efficiency. It has a more uniform discharge pressure 
than has the displacement pump, it vibrates less and does not 
require as heavy a foundation. Except for very small ca- 
pacities, the average first cost of centrifugal pumps is about 
3^ of that of reciprocating pumps. The centrifugal pmnp is 
capable of handling water which contains gravel, sand, and 
if suitably designed even fairnsized rocks. This is impossible 
with the other type. The inherent characteristics of the 
centrifugal pump render it unsuitable for services which re- 
quire a very positive control of capacity and head. The 
centrifugal pump is not well adapted to services which require 
a high suction-lift (Sec. 88), nor for pumping small quantities 
of water against high heads. 

Note. — The Centrifugal Pump When Designed For A Certain 
Capacity And Head Cannot Be Used, Without Great Loss In 
Eppiciency, At Any Other Capacity Or Head. It is not as flexible 
in this respect as is the reciprocating pump, which can be used under 
widely different conditions without any great sacrifice in efficiency. 

163. The More Common Services To Which Centrifugal 
Pumps Are Applicable are: (1) Sewage pumping plants. (2) 
Dry dock pumps. (3) Irrigation and drainage. (4) Condenser 
circulating pumps. (5) Municipal water works. (6) Hydraulic 
elevators. (7) Mine drainage and hydraulic mining. (8) 
Fire pumps. (9) Boiler-feed service. Pumps of the volute 
type are more generally used for the four services which are 
first mentioned, and those of the turbine type for the five 
services last mentioned. 

Note. — Certain of these services will be discussed in following Sections 
but the scope of this book does not permit a detailed discussion of all. 

Note. — About the only services for which centrifugal pumps cannot 
be applied are high-pressure-hydraulic-press and deep-well service. 

154. The Centrifugal Pump Is In Almost Universal Use 
For Circulating The Condensing Water (Div. 9) in modem 
power-plant installations. It is applicable to jet-, barometric-, 
and surface-condenser service. The steam-turbine drive is 
particularly applicable to barometric-condenser service (Sec. 
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339) wherein a higher head is required at starting than under 
normal operating conditions. The turbine can be speeded 
up to produce the desired initial head. Then when the 
vacuum becomes established, the speed can be reduced to 
that required for normal operating conditions. Where the 
static head varies, as it is likely to do where the water is 
pumped from a river, variable speed operation is especially 
desirable. 

166. Boiler Feeding By Centrifugal Pumps (Div. 6) com- 
prises one of the most desirable applications for this type of 
pump. It is, however, not to be recommended for small-plant 
service. The unit occupies but little space, and requires only 
a light foundation. It can be started when cold and put into 
service in a very short time. The absence of vibration is an 
important feature. Excessive vibration in a boiler-feeding 
apparatus will open the pipe joints. 

Note. — A series of tests which were made by the Terry Steam Turbine 
Co, show an average of 62.4 lb. of steam per horse-power hour for the 
steam-turbine-driven centrifugal pump as compared with 91.9 lb. for 
the reciprocating pump. The tests were made on boiler-feed service at 
a discharge rate of 300 gal. per min. against a 200-lb. total net head. 

166. The Selection Of A Centrifugal Pump For BoUer- 
Feed Service (See Div. 6) requires, primarily, a consideration 
of: (1) Capacity, (2) Discharge or boiler 'pressure. (3) 
Location with respect to the feed water, (4) Load factor of the 
plant, A boiler-feed pump must always be designed for excess 
capacity over that required for the rated boiler horse power 
which is to be served (Sec. 225). Where high peak loads are 
carried for short periods, the installation of duplicate units is 
advisable. One can then be operated under normal loads, 
and both during the peak-load period. When no economizers 
are used the discharge pressure for a centrifugal boiler-feed 
pump should exceed the boiler pressure by about 25 lb. per 
sq. in. When economizers are used, the excess should be 
from 35 to 50 lb. per sq. in. 

167. Where A Centrifugal Pump Is Used For Boiler Feed- 
ing In Connection With A Feed-Water Heater, the hot water 
should flow to the pump under a positive head. Any suction 
pull which is exerted on water will cause a reduction in the 



Sec. 158] CENTRIFUGAL AND ROTARY PUMPS 



137 



absolute pressure and a consequent lowering of the boiling 
point and the water will tend to vaporize. If the total pressure 
exerted at the pump-suction nozzle by the weight of the hot- 
water column is insufficient to overcome this tendency, vapor 
will be formed in the pump, and the pimip will become vapor 
bound. This will reduce the pump-capacity, or it may cause 
the pump to entirely stop delivering water. If the tempera- 
ture of the water to be pumped exceeds 120 deg. fahr. the 
installation should be so arranged that the suction head (Fig. 
153) is positive. For temperatures above 120 deg. fahr., there 
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FiQ. 152. — Graph Showing Effective Head Required At Pump-Suction Inlet To Suc- 
cessfully Handle Hot Water With Centrifugal Pumps. (Based On Data In Alberger 
Pump And Condenser Company's Catalog.) 

should be an effective head on the center of the pump equiva- 
lent to that shown by the graph in Fig. 152. 

Note. — Centrifugal Pumps Will Deliver Water At Somewhat 
Higher Temperatures under the corresponding heads on the suction 
nozzle than those given by the graph of Fig. 152, but the efficiency will 
thereby be materially decreased. 

158. The Data Which Should Be Furnished The Pump 
Manufacturer When Requesting Quotations (R. A. Fiske) 
are: (1) Capacity of pump — gallons per minute. (2) Total 
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lifty including discharge and suction head as well as pipe 
friction. (3) Variations in lift, both suction and discharge. 
(4) Type — horizontal or vertical. (5) Quality of liquid, 
fresh water, gritty or solids in suspension. (6) Temperature 
of liquid. (7) Specific gravity of liquid. (8) Service, water 
works, irrigation, boiler-feed or what. (9) Motive power 
to be used. 

Note. — In The Selection Op A Pumping Unit It Is Always Best 
To Obtain Bids From Several Manufacturers; study over the bids 
carefully; tabulate them in so far as the primary features are concerned; 
make a careful comparison of details as to ease of dismantling, method 
of lubrication, size and construction of bearings, materials used, and the 
general ruggedness and serviceabiUty of the pump as a unit. Then pur- 
chase the unit which, on an annual cost basis (see Sec. 366 on Condensers) 
will probably be the most economical. 

Note. — Properties Sometimes Disregarded When Selecting A 
Centrifugal Pump are: (1) Two singlenstage pumps each capable of 
delivering 500 gal. per min. at 75 ft. head, connected in series will deliver 
500 gal. per min. at 150 ft. head. The same pumps connected in parallel 
will deliver 1,000 gal. per min. at 75 ft. head. (2) A centrifugal pump 
never loses any head that may be received by it at the suction chamber. 
For example : if a pump capable of deUvering water a^ 200 ft. head receives 
it at 100 ft. head it will discharge the water at 300 ft. head. (3) When 
two or more equally rated centrifugal pumps discharge into a common 
main their characteristics should be the same; otherwise, under certain 
conditions of head, they may not give equal delivery and there is the 
possibility of one pump cutting out altogether. 

Note. — It Often Happens That The Driving Unit Selected Is 
Not Manufactured By The Pump Builder. The builder will always 
quote on any standard driving unit which may be required. This raises 
the question as to whether or not the purchaser can effect a saving by 
buying the driving unit direct from the manufacturers and having it 
shipped to the pump manufacturer and assembled to the pump by the 
latter, thus eliminating the carrying charges expected by the pump 
builder. The answer to this is, avoid divided responsibility: Have the 
pump builder furnish the complete unit, and then hold him alone re- 
sponsible for its effectiveness. 

169. Proper Installation Of A Centrifugal Pump requires, 
first of all, that the foundation be built sufficiently massive 
and rigid to avoid excessive vibration. Vibration of the 
stationary details of a centrifugal pump tends to produce 
losses, due to excessive mechanical friction and to leakage 
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through loosened joints. The pump should be set as close aa 
possible to the level of the water at the source of supply. It 
will, in every case, be advantageous if the pump can be set 
(Fig. 153) below the level of the suction supply, so that the 
water may flow to it by gravity. Where water at a higher 
temperature than about 120 deg. fahr. is to be handled, this 
provision is practically imperative. The pump should be so 
located as to avoid elbows, bends or other sources of friction 
in the suction line. Where a suction-lift cannot be avoided 
alt<^ether, it should, if possible, be less than 15 ft. 

NoTH. — A Suction-Lift Op More 
Than 15 Ft., including the bead due 
to friction in the pipe, should not be 
attempted with pumps of larger size 
than 8-in, discharge. With pumps of 
smaller tote, however, it may be pos- 



Fia. 154. — A Richt-HBiid Centrituskl 
Fump. 

Bible to operate with satisfactory results (should the conditions of 
installation require) with a total suction-head up to 20 ft. 

160. The Direction Of Rotation Of A Centrifugal Pump 
should be determined with a view to convenience and adapta- 
bility in the installation of the pump. The main factor to be 
considered is that the rotation shall be such that the suction 
and dischai^e nozzles will be so disposed as to permit the lines 
of suction and discharge piping to be run as nearly straight 
as possible. 

Note. — A Rioht-Hand Centrifuqai, Pump (Fig. 154) is one which, 
when viewed by an observer from the motive-power end, rotates clock- 
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which, from the 



wise. A left-hand cenlrif'ugal pump (Fig. 155) ia c 
aame viewpoint, rotatea count«r-clockwiae. 

Note. — Cbntbifugal Pijmps Are Constructed With The Voldteb 
Ok Casinos So Arranqsd (Fig, 156) As To Secvrb Considerable 

D'recthn of Rotofron-. 
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DivBRSiTT in the directions of the discharge tangents. This renders it 
possible, in moat cases, to select a construction which will permit of a 
straight run of discharge piping directly from the pump. 

161. The Foundation 
For A Centrifugal Pump 
Bhould be made of con- 
crete or brick (see the 
author's Machinery 
Foundations). It should 
be built up to within about 
I 0.75 in. of the level (Fig. 
157) at which the pump is 
I to stand. This is to pro- 
vide space for leveling and 
F». i67.-s«tic.nOfFound.ti™ofCentrifu. grouting the bed-platc of 
the pump. 
Note. — The Foundation Bolts, For Uoldinq Down A Centrii^- 
OAL Pump, should have at least 6 in. of thread at their upper ends. 
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Thimbles (Fig, 157) made of standard iron pipe should be set in the ma- 
sonry so as to form casings for the foundation bolts. The thimbles should 
be large enough to give about 0.5 in. clearance around the bolts. 

162. To Level A Centrifugal Pump, after the pump has 
been set on the foundation with the bolts projecting through 
the holes in the bed-plate, two or more iron wedges {Fig. 157) 
should be inserted under each of the four edges of the plate. 
The pump may then be wedged up to the proper level. The 
packing in the stuffing-boxes should then be loosened and the 
revolving parts turned by hand to teat their freedom of 
movement. 

Note. — The Bbd-Platb Of A Centrifugal Pump Should Be 

Grouteh (Fig. 157) with liquid cement poured into the space between 
the top of the foundation and the bed-plat«. When the grouting has had 
time to thoroughly set and harden, the foundation-bolt nute may be 
tightened down. Care should be exercised not to draw the nuts so tightly 
as to spring the bed-plate. This, however, is not likely to occur if the 
space beneath the plate is completely filled with the grout. 

163. The Suction Piping Of A Centrifugal Pump should in 
no case be of smaller size than the suction orifice in the pump 
casing. If the suction lift exceeds 15 ft., however, it ia 
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generally advisable to use piping one size lai^er than the 
suction opening. And if the horizontal distance over which 
the suction supply must be conveyed ia very great, say in 
excess of 100 ft. (Fig. 158), piping at least two aizes lai^er than 
the inlet in the casing ahould be uaed. This is to avoid 
excessive friction. Where the water must be lifted, the suc- 
tion pipe ahould extend (Fig. 158) at least 3 ft. below the 
level of the water in the suction-well, or other source of 
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supply. This ie to prevent air being drawn into the pump. 
ScrupulouB care should be exercised, in laying out the piping, 
to avoid pockets for the accumulation of air. Where there is 
any suction lift, all portions of the piping should pitch down- 
ward toward the source of supply. In such cases no consider- 
able length of the piping should run horizontally, and no 
part of it, of whatever length, should be allowed to pitch 
downward toward the pump. If the water flows to the pump 
by gravity, or is supplied under the pressure of a pumping 
system as from street-mains, a gate valve should be inserted in 
the suction line close to the pump. This is for convenience in 
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case it might be necessary to disconnect the pump for repairs. 
If the pump is required to lift its suction supply, a foot-valve 
(Figs. 159 and 160) should be connected to the inlet orifice of 
the suction pipe. All right-angled turns in the piping should 
be made with long-radius bends. 

Note. — Where A Nuuber Of Cbntriftjoal Pumpb Are Requirbd 
To Take Their Sdction Frou A Common Source each pump should 
(Fig. 161) have an independent suction line. 

Note.— A Foot Valve (Figs. 159 and 160) is merely el check valve, 
provided with a strainer, which is arranged for attachment to the lower 
end of a suction pipe. 

Note. — It Is Inadvisable To Terminate The Suction Line In An 
Elbow Connected Directly To The Suction Nozzle of the pump. 
An elbow so connected causes a whirling motion of the entering water. 
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This tends to produce an irregular flow. Also, if the pump is of the 
double-suction type (Fig. 130) it tends to cause a condition of unbalance 
between the presBures on the two sides of the double impeller. 

Where it is necessary to insert an elbow at the pump end of the suction 
line, a short length of straight pipe should intervene between the elbow 
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and the suction nozzle of the pump. If the suction line is of larger size 
than the nozzle, then a tapered reducer may be used. The reducer 
should, however, be of eccentric form (Fig. 162) so as to avoid the air 
pocket which (Fig. 163) would ref^ult if a reducer with concentric ends 
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164. The Suction Pipe Of A Centrifugal Pump For Drawing 
Water From A Driven Well (Fig. 164) should, if the well is 
deep enough, run down inside the well-casing to a depth of 
about 25 ft. The annular space between the suction pipe and 
the casing should be suiEcient to permit free access of air to the 
surface of the water in the well. This space should be left 
uncovered at the top of the casing. 

Note. — A Sinqlb Cbntrifuoaii Pump Should Not Bb Required 
To LuT Watbb From A Battery Op Wellb Or Sumps. A separate 
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pump should be connected to each well. Where the suction piping of a 
single pump is connected to more than one well, the pump will tend to 
draw the larger part of its- supply from the well or wells nearest to it. 



Fia. 164.— Centrifugal Pump Drawing Water From A Driven WeU. 
One of the wells may thus be pumped down to the level of the inlets to 
the piping. When this occurs, air will enter the piping and break the 
suction from the other wells. 
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NoTB. — A Bt-Pass Between The Suction- and The Dibchasoe- 
PiPiNO Of a Centrifuoal Pump (Fig. 105) may often be useful as a 
meoDs of preventing the pump from losing ita suction, due to low water. 
This may occur where the pump is used for drawing water from a sump. 
By adjustment of the valves A and B the water in the sump can generally 
be kept at any desired level. 

166. An Air-chamber In The Suction Line Of A Centrifugal 
Pump (Fig. 166) may be necessary where the water that is to 
be pumped is so impregnated with air that the suction lift 
cannot otherwise be steadily maintained. By nmning a pipe 
from the top of the air-chamber to the vacuum pump of a 



Fio. 186. — CeDtriluEal Pump With By- Fio. IflB. — Centrifujsl-Pump Suction 
Fm. Line Equipped With Air-Chamber. 

condenser or of a heating system, or to any system of piping 
in which a vacuum is maintained, the air can be removed as 
fast as it separates from the suction water. 

Note. — The Vacuum Pipe leading from the air-chamber in a cen- 
trifugal-pump suction tine should extend to a vertical height of at least 
34 ft. above the level of the suction nozzle of the pump. This is to 
insure that no water will pass from the suction line into the vacuum 
system io which the sir-chamber is piped. 

166. The Discharge Piphig Of A Centrifugal Pump should 
be laid out with a special view to minimizing pipe friction. 
Unnecessary or avoidable frictional resistance in the piping 
means a wasteful expenditure of power in driving the pump. 
The piping should never be of smaller size than the discharge 
nozzle of the pump. But where pipe friction, due either to 
excessive length of the line or to unavoidable turns therein, is 
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a considerable item, it is usually advisable to minimize it by 
using pipe of a larger size than the pump connections. 

Note. — The Flow VELocrriEs And Correspondinq Frictional 
Resistances Of Systems Op Dibcuaroe Pipinq may be coinput«d, and 
adequate pipe sizes selected by udng the values given in Table 14 or 15. 

167. The Discharge Pipe Of A Centrifugal Pump Should 
Contain A Checfc-Valve (Fig. 167), located as closely as 
possible to the pump. The function of the check-valve is to 
protect the pump-casing from breakage, due to waterhammer 
that might occur in the dis- 
chai^e line. Waterhammer is 
particularly liable to damage a 
centrifugal pump which is un- 
protected by a check valve, if 
a float valve is attached to the 
suction line. 

NoTB. — A Gatb Valvb Sboold Bb 
Installed In Addition To the cbeok- 
Talve in the discharge hne of a cen- 
trifugaJ pump. The check-valve 
should be connected between the gate 
valve and the pump discharge noszle. 
The function of the gate valve is to 
afford a means for controUing the dis- 
charge from the pump. It also serves 
to isolate the check-valve from the 
discharge piping in the event of repair 
Fjo. 167,— Prinun* Ejeetor For or inspection of the cheok-valve b&- 
u«B With Pump UDprovid«d With coming necessary. 

Foot Valve. (Valve A is fitet opened. 

The .team ™lve B i, then opened. leS. Centrifugal PumpS RC- 

When water begin, to flow from the , ^tj - rpu ^ ■ .u 

ejector Do»ie, c. the pump it primed, qiufe Priming. — That IS, the 

Valva .A and B may then be cloBed and casing of the pUmp mUSt be 
the pump M»M«d.) " '^ / . 

filled With water before the im- 
peller is set in motion. Where the pump is below the water 
level of the source of supply {Fig. 153) it may be primed 
simply by opening the gate valve in the suction pipe. Where 
a foot-valve is used (Fig, 168) and the discharge pipe is con- 
nected to an overhead tank or reservoir, a by-pass (Fig. 168) 
may be connected between the discharge pipe and the suction 
pipe to compensate for leakage through the foot-valve while 
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the pump is shut down. The casing may thus be kept full 
of water at all times. 

- Note. — A Centrifooal Ptmp SHOtru> Nor Bb Run When Its 
Casino Is Emptt. Certain of the 
interior parts are lubricated only by 
the wat«r which passes through the 
pump. RuDDJng the pump dry is 
niinous to these. 

. 169. There Are Several 
Methods Of Priming Centrifu- 
gal Pumps. — A vacuum pump 
may be connected (Fig, 169) to 
the opening in the top of the 
casing. Then with a check-valve 
in the discharge pipe or with the 
gate valve in the diBcharge pipe 

, J , , , i_ . 1 ^"'' '^' — Showipg How The Di»- 

ClOSed, the au- may be exhausted charge Kpe Ot a CeBtrifugJ Pump 

from the casing so that the should Be Vnived. 

water will rise and fill the casing through the suction pipe. 

The same effect may be produced by running a pipe from the 




itrifuEsl Pump At- Fio. 170. — Priminc-Pump Mount 

ng By MflanD 0( A On Caung Of Coolrifugal Pum 

(VbIvb a is fint opsDed. Huidle, 



top Opening in the casing to a steam-condensing system, or to 
any system ot piping in which a vacuum exists. In some 
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situations it may be convenient to fill the pump casing directly 
from tbe city water mains, or from an elevated tank in a, 
house or factory water supply system. Or a hand-pump, 
mounted either on the pump casing {F^. 170) or on the wall 
nearby (Fig. 171) may serve as a priming apparatus. The 
siphoning effect of a jet of steam, compressed air or water is 
also commonly utilized in the priming of centrifugal pumps. 



; Ejector For Vte 



then be closed and tl 



The device which embodies this principle ia called a priming 
ejector, Fig. 167. 

170. Where Ko Foot-Valve Is Used (Fig. 167) the priming 
ejector should be so arranged that the current of steam or 
compressed air will draw the air out of the pump casing. The 
water will then rise through the suction pipe of the pump. 
Where a foot-valve is used (Fig. 172) the ejector should be 
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BO arranged that the current of steam or compressed air will 
draw the water up through the suction pipe of the ejector 
and discharge it into the pump casing. 

Note. — With A Low Suction Lift, 6 ft. or less, & centrifugal pump 
can be primed, where the discharge pipe is filled with water and no foot- 
Talve haa been provided, by first starting it in motion and then letting 
water flow into the casing through the discharge pipe. But this is a 
. very objectionable method and should not be attempted where other 
means are available. When a centrifugal pump is primed in this manner, 
the load ia suddenly thrown on while the apparatus ia rotating at a high 
speed. The shock thus produced may result in injury to the impeller, 
shaft coupling or driving motor. 

171. A Centrifugal Pump Should Be Started With The 
Discharge Valve Closed. — This is generally necessary (Sees. 
168 to 170) to facilitate priming 
of the pump. But aside from 
this consideration, closure of the 
discharge valve while the pump 
is being started is advisable ia 
order that the full load may be 
imposed gradually (Sec. 146) 
upon the driving motor or 
mechanism . When running 
against a closed discharge valve, 
a centrifugal pump requires only 
from 35 to 50 per cent, of the 
power which it consumes when 
running at its economic dis- 
charge capacity. 

Note. — A Cbntkifuoai. Pump Can 
Be Run With The Dibcbarqe Valve 
Closed Without Gbneratino An ^a, 173, CentrifufBi Pump 

EXCESSIVE Pressure and, there- Equipped with Branch DiHCharge Pipe 
fore, without danger of rupturing ToPr*ventChurningWhenPumpHuiu 

the casing. But it should not be per- A««iiat Ci«.d Di«h.rge Vive. 
mitted to run in this manner longer than about 20 min. at a time. 
When running against the closed discharge valve the propeller chums 
the water in the casing. Churning of the water developa heat therein. 
If continued long enough it may result in the water becoming heat«d 
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to ft ybTy high temperature. This might be dangerous, due to the 
tendency of the rotating parta to expand until seized by the bearings. 

Where a centrifugal pump is driven from a hne-ehaft, in a factory or 
mill, it may be inconvenient to shut down during lulls in the demand for 
a delivery of water from the pump. But in such cases a small branch 
discharge pipe (Fig. 173) should be run from the discharge nozzle to the 
suction well, so that a small quantity of water may pass through the 
pump and thus prevent churning and 
heating when the dischai^ valve is 
closed. Where an independent driv- 
ing apparatus, as an electric motor 
(Fig. 174) is used, it should be shut 
down when a delivery of water ie not 
desired. 

172. To Start A Centrifugal 
Pump the dischai^ valve should 

I first be closed and the pump 
primed. First turn the impeller 
over a few times by hand to allow 
all air to escape by way of the 

, air cock at the top of the casing. 
After the pump has been fully 
primed (Sees! 168 to 170) it may 
be started. The priming con- 

' nection should be closed as soon 

as the impeller shaft begins to 

turn. The discharge valve 

Fw. 174.— submenibieTypeOfVerti.*! should remain closcd until full 

Centrifugal Pump IneUlled In Sump, speed is attained. It should 

then be opened slowly so that the motor may pick up the full 
load gradually. If the pressure does not build up as the speed 
increases, the pump is not thoroughly primed. In thiseventthe 
pump should be stopped and reprimed. Finally, the bearings 
should be examined to see that the automatic oilers are working 
properly, and the packing glands should be adjusted to allow a 
reasonable leakage from the stuffing-boxes. Leakage from a 
stuffing-box indicates that water is being supplied to the 
water-seal ring which is placed in the stuffing-box and which 
prevents air from being drawn into the casing. Usually, the 
nuts on the gland bolts can be drawn sufficiently tight with the 
fingers. 
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Note. — ^Under No Circumstances Should A Centrifugal Pump 
Be Run In The Wrong Direction. The right direction is generally 
indicated by an arrow (Figs. 154 and 155) cast upon the casing. When 
a centrifugal pump is run in the wrong direction, certain interior parts, 
which are held in place by screw threads, are Uable to unscrew and 
thereby wreck the pump. 

173. Electrically-Driven Centrifugal Pumps Should Be 
Operated Under A Steady Voltage. — No attempt should be 
made to operate an ordinary motor-driven centrifugal pump 
with electric current from any circuit, as a street-railway 
trolley circuit, the voltage of which fluctuates widely. 

Note. — ^Ip A Motor-Driven Centrifugal Pump Is Designed To 
Run At A Speed Corresponding To The Motor Speed at the maxi- 
mum value of a fluctuating voltage, it will deUver Uttle or no water when 
the voltage is low. On the other hand, if it is designed to give the desired 
capacity with the motor speed corresponding to the minimum value of 
the voltage, the motor may be seriously overloaded when the voltage 
rises to its maximum value. 

174. Centrifugal Pumps Are Not Difficult To Maintain 

in serviceable condition. This is due chiefly to the absence 
of reciprocating parts in their structural details. The prin- 
cipal details to be looked after are the shaft-bearings, stuffing- 
boxes, and wearing-rings. 

Note. — Before A New Centrifugal Pump Is Put In Service 
the bearings should be cai*efully cleaned with kerosene or gasoline. The 
oil-wells should then be filled with a good quality of mineral oil, such as 
is especially prepared for motor bearings. The oil should be strained to 
insure that no gritty matter is mixed with it. The oil in the wells should 
be changed at proper intervals, perhaps every two weeks in the majority 
of cases. At such times the bearings should be thoroughly washed with 
kerosene. 

Note. — ^Whbn A Centrifugal Pump Is Used For Moving Corro-' 
BivE Liquids or sewage, the water used in water-seal connections of the 
stuffing-boxes should be piped from some clear-water source. In such 
cases the now unnecessary openings which would otherwise be in the 
casings should be plugged. 

Note. — The Stufping-Boxes Of Centrifugal Pumps Should Be 
Packed with loose braided cotton packing impregnated with graphite. 
Ordinary flax packing should not be used, inasmuch as the friction be- 
tween this kind of packing and a rotating rod is apt to be excessive. 

Note. — It Is Generally Advisable To Drain The Casing Of A 
Centrifugal Pump When The Pump Is Out Of Service. This is 
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imperative where the pump is exposed to freezing temperature. The 
pump may be drained by removing the plug (Fig, 131) in the bottom of 
the casing. 

Note. — Where A Vbrtical Centripuoal Pomp Is Required To 
Opi:rate In A Submerged Position (Fig. 174) the shaft connection to 
the motor should be so designed as to remove the ball thrust^bearing, 
which sustains the weight of the shaft and impeller, entirely from contact 
with the liquid that is being pumped. Adequate lubrication of the bear- 
ing cannot otherwise be secured. 

176. A Rotary Pump {Fig. 175) ia a poaitive-action dis- 
placement pump. It should not be confused with the centri- 
fugal pump. While the 
motion of both types of 
pumps is one of rotation, 
the principles involved are 
entirely different. 



176. The Action Of The Rotary Pump may be understood 
by a consideration of Fig. 176. Suppose the pump is fully 
primed, that is, the casing and suction pipe are completely 
filled with water. The shafts, S, are driven in the direction 
as shown, by a pair of spur gears which are outside of the 
casing, C, and are not shown in the illustration. The liquid 
is engaged by the teeth of the lobe gears, G, and being thus 
confined in the spaces, B, by the lobe gear teeth and the casing, 
is carried upward by the rotation of the gears to the discharge 
outlet, Z>, The teeth of the lobe gears are so designed that at 
every instant they mesh with each other, thus preventing the 
water from returning to the suction side between the gears. 
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177. The Advantages Of The Rotary Pump are: (1) Law 
first cost. (2) Small dimensions. (3) Ease with which it may 
be cleaned. 

178. The Disadvantages Of The Rotary Pump are : (1) Noisy 
in operation. (2) Inefficiency due to the slip which is caused by 
the wear on the lobe gear teeth. (3) Low speed, which usually 
necessitates the use of reduction gears if motor or steam 
turbine drive is employed. 

179. The Services For Which Rotary Pumps Are Most 
Commonly Used are: (1) Fire protection. (2) Pumping of 
oilsy chemicals, cider, vinegar, etc. (3) Circulating cooling^ 
water for ga^s engines. (4) Circulating oil for pipe-cutting and 
threading machines. (5) Factories in which food products are 
handled in liquid form. The feature which adapts the rotary 
pump to most of these services is the ease with which it can be 
cleaned. These pumps are manufactured in sizes ranging 
from the small hand-operated size to those having a capacity 
of 900 to 1,000 gal. per min. against a 230-ft. elevation. 

QUESTIONS ON DIVISION 4 

1. Why was the development of the centrifugal pump retarded until recently? 
S. What is a centrifugal pump? 

5. Explain, using a sketch, the theory of the centrifugal pump. 

4. Upon what law of physics is the peripheral speed of a centrifugal-pump impeller 
based? 

6. What is the total head pumped againatt 

6. Upon what factors depend the quantity of water which a centrifugal pump will 
deliver? 

7. What theoretical relations exist between the speed of the impeller and the quantity 
of water delivered? The head produced? The required power? 

8. What can be said concerning the applications of the turbine and volute pumps? 

9. How does increasing the number of stages increase the head produced? 

10. What are the forces which tend to unbalance the impeller? 

11. Explain two methods of counteracting these forces. 

IS. How is end-thrust taken care of in double-suction pumpsf 

15. Name some advantages and disadvantages of the open impeller. Of the enclosed 
impeller. 

14. What is the chief disadvantage of a vertical-shaft centrifugal pump? 

16. In what ways are centrifugal pumps classified? 

16. What are the characteristics of a centrifugal pump? How are they obtained? 
Draw and explain a characteristic graph for a centrifugal pump. 

17. Give four methods of driving centrifugal pumps and tell wherein each method 
is applicable. 

18. Why is a flexible coupling used to direct-connect a centrifugal pump to its motive 
power? 

19. Name the more common services to which centrifugal pumps are applicable. 

SO. Why must a centrifugal pump be installed with its center-line below the supply- 
water level when handling hot water? 
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SI. Upon what two factors in the installation of a centrifugal pump does successful 
operation of the pump mainly depend? 

IS. What is the highest suction lift generally advisable for centrifugal pumps? 

S8. What is a righl-hand centrifugal pwnpf A left-hand centrifugal pumpf 

Si. What consideration, in any case, should decide whether a right-hand or a left- 
hand centrifugal pump should be installed? 

S6. Explain how a centrifugal pump should be leveled and grouted. 

56. Under what circumstances would it be advisable to make the suction pipe of a 
centrifugal pump two or more sizes larger than the suction nozzle? 

57. What should be the least depth of submergence of a vertical suction pipe?' Why? 

58. How should the suction line of a centrifugal pump be valved? 

59. Why is it inadvisable to draw water from a battery of driven wells with but one 
centrifugal pump? 

SO. In centrifugal-pump operation, how may trouble due to air-impregnated suction- 
water be avoided? 

81. What is the principal consideration in determining the proper size of discharge 
piping for a centrifugal pump? 

85. What is the function of a check-valve in the discharge line of a centrifugal pump? 
Of a gate valve in the discharge line? 

88. What is meant by priming a centrifugal pump? 

84. Why is it detrimental to run a centrifugal pump without liquid in the casing? 

86. Explain the operation of priming a centrifugal pump with an ejector where no 
foot-valve is used. Where a foot-valve is used. 

86. Why is it detrimental to prime a centrifugal pump while the impeller is in motion? 

87. Why should a centrifugal pump -be started with the discharge valve closed? 

88. Why is it generally objectionable to run a centrifugal pump continuously with 
the discharge valve closed? 

89. How may a centrifugal pump be piped so that it may, with safety, be run con- 
tinuously with the discharge valve closed? 

40. Explain the procedure of starting a centrifugal pump. 

41. Why is leakage from the stuffing-boxes of a centrifugal pump permissible? 

48. What damage may result from running a centrifugal pump in the wrong direction? 

48. Why is it inadvisable to operate a motor-driven centrifugal pump with electric 
current from a trolley circuit? 

44. Mention some precautions which should be adopted regarding the lubrication 
of centrifugal-pump bearings. 

46. How may clear water be obtained for sealing the stuffing-boxes of a centrifugal 
pump if the pump is handling sewerage? 

46. What kind of packing should be used in the stuffing-boxes of a centrifugal pump? 

47. Explain the action of a rotary-pump. 

48. Name its advantages. Its disadvantages. 

49. To what services is it applicable? 

PROBLEMS ON DIVISION 4 

1. What must be the theoretical peripheral velocity of the impeller of a centrifugal 
pump to deliver water against a total head of 160 ft.? 

5. If the impeller in Prob. 1 is to be driven at 1,710 r.p.m,, what should be its diameter? 
8. A centrifugal pump running at 1,140 r.p.m. produces a head of 90 ft. Assuming 

no head to be lost in friction, what head will the pump produce at 1,600 r.p.m.? 

4. If a centrifugal pump delivers 400 gal. per min. when running at 1,450 r.p.m., 
what will be its capacity when driven at 1,600 r.p.m.? 

6. A belt-driven centrifugal pump requires 10 h.p. to drive it at 900 r.p.m. What 
should be the width of the belt if the driven pulley is 7 in. in dia. ? 



DIVISION 5 

INJECTORS 

180. An Injector (Fig. 177) is a boiler-feeding device con- 
sisting of a group of nozzles so arranged that a jet of steam 
expanding therein strikes a mass of water and condenses. 
Thereby it imparts its velocity and heat energy to the feed- 
water which gains, in this way, sufficient momentum to force 
itself into the boiler against a pressure higher than that of the 
original steam. 



Fio. 177.— Illu»tt»tiiig The Principle Of The Injector. 

NoTB. — Ordinary injectors can diachftrne SKftinat a. presaure greater 
than 130 per cent, of the steam-eupply pressure. Special injectors are 
obtainable which will utilize ediaust steam at atmospheric pressure and 
therewith pump water into a boiler containing steam at 80 lb. per sq. in. 
A brief explanation of the principles involved will clarify this seeming 
mystery. 

155 
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181. The Theory Of The Injector may be explained thus: 
A pound of steam is a reservoir of considerable energy. Ex- 
panding, in a well-designed nozzle, from 150 lb. per sq. in. 
(gage) down to a 24 in. vacuum, 20 per cent, or about }^i of 
its heat content is changed into mechanical energy of motion, 
or kinetic energy, amounting to 188,000 foot-poimds. If all 
of this kinetic energy could be utilized, it would force 500 lb. 
of water back into the boiler. Over 97 per cent, of it, however, 
is changed back again into heat when the steam jet, travelling 
at the rate of 40 mi, per min., projects itself against the 
slowly moving mass of water. 

Note. — The impact of two bodies always results in the generation of 
heat at the expense of kinetic energy. Now, the remaining 3 per cent, 
of kinetic energy, after the 97 per cent, has been reconverted into heat, 
is sufficient, theoretically, to force 15 lb. of water back into the boiler. 
But pipe friction and other losses cut this down to about 13 lb. of water 
pumped per pound of steam consumed at 150 lb. per sq. in. pressure. 
The remaining 97 per cent, of the energy which was changed back into 
heat and the % of the original heat content of the steam, are not lost 
but are absorbed by the feed water and returned to the boilpr. 

182. The Essential Parts Of An Injector are shown in Figs. 
177 and 178. These are purposely drawn out of proportion 

so that the characteristic 
shapes of the nozzles can 
be discerned more clearly. 

Explanation. — The steam 
nozzle f Sy (Fig. 178) at the left, is 
so designed that the steam, in 
passing through it, loses pressure 
and gains a tremendous velocity. 
When a pound of steam expands 

F 1 G . 1 7 8 .-Sectional View Of Elemeijtary ^^om boiler pressure to a partial 

Injector. vacuum and to the correspond- 

ing lower temperature, it liber- 
ates heat which is converted into kinetic energy and thereby causes the 
steam to attain a very high velocity. For an explanation of the conver- 
sion of heat energy into kinetic energy, due to expansion through a 
nozzle, see the author's Steam Turbines. The combining tubej C, 
is a coneHshaped nozzle in which the swiftly moving steam jet strikes 
the water and is condensed. The delivery tube, Z), is a diverging 
nozzle. It receives the combined jet of water-and-condensed-steam 
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and gradually converts most of the kinetic or velocity energy of the 
jet into static energy or pressure. This is needed to overcome the 
head against which the injector is discharging. Overflows, H, are 
slots or spill-holes, uBually tocat«d in the combining tube, to permit 
excess water or steam to escape when starting up. The uxute- 
valm, V, may be a stop valve 
but is usually a lift or swing 
check which closes automatic- 
ally in case that a partial 
vacuum is formed in the over- 
flow chamber, 0. Thus, V, 
prevents the inrush of outride 
ail that would tend to scatter 
the jet. The water in the suc- 
tion chamber, W, is drawn into 
the combining tube by the par- 
tial vacuum which is due to the 
continuous condensation of the 
st«am therein. 

183. Injectors Are 
Classified as: (1) Lifting. 
(2) Non-Lifting; depend- 
ing on whether or not a 
partial vacuum is created 
in the suction pipe when 
starting up. A non-lifting 
injector must always be 
placed belote its source of 
feed water on this account. 
Injectors that have one set 

of nozzles (L Fig. 179) for Double-Tm« Ini«to,. ,It » claimed that it 
lifting the water and an- will, without adiiutment. operate on Bteam 

other set, F, tor lorcing it tlTZl^J.^X^^m^^ili'.Z 
into the boiler are called a to 4 ft . uit 9o-de«, water as ft . and with 
daubk-lubeinjectars. Those *W '*?"' frrif"! ""' ^'' 7"[ ^^ " 

•> _ and elEvBte It 112 It. above ins^Btor.) 

which accomplish the same 
result with only one set of 

nozzles (Fig. 180} are called single-tube injectors. If the oper- 
ation of an injector automatically re-establishes itself after an 
interruption in steam or water supply, it is said to he re-starting, 
or, more usually, automatic. But when the injector must be 
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manually re-Btarted, before it will continue to operate, it is 

said to be positive. Automatic adjustment for variations in 

Bteam pressure or in height of lift and temperature of feed 

water is a feature of self adjusting injectors. All double-tube 

injectors, and a special type of single-tube injector which has 

a moving combining tube, 

belong to this class. The 

Sellers self-acting injector 

is both self adjusting and 

re-start mg. 

184. How An Automatic 
Injector Works is indicated 
by Fig. 180 which shows a 
section through a Pen- 
berthy Automatic In- 
jector. This is a single 
tube, re-starting, lifting- 
type injector: 

Explanation. — Steam enters 
at the top, and, expanding in the 
eteam nozzle, E, rushee through 
the draft-tube, S, carrying with 
it enough entrained air tocreate 
a partial vacuum in suction 
chamber, B. Unable to dis- 
charge against the boiler pres- 
sure, this steam escapee through 
the large opening above the 
sliding washer, T, and through the overSow opening, D, via P and O 
to the atmoBphere. The partial vacuum in B has already lifted water 
into it, and this water has condensed part of the steam. As more and 
more of the steam condenses, the jet becomes more compact and finally 
becomes sufficiently small to pass through the least diameter of the 
combining tube, C. Thence it passes through the dehvery tube, Y, 
and a check valve (Fig. 1S7) to the boiler. 

The swiftly-moving jet of water-and-condensed-steam creates a par- 
tial vacuum in tube C. This draws the loose washer, T, up against ita 
seat. Thereby is prevented any inrush of air which would scatter the 
jet. The closing of T also prevents any loss of feed water through it. 
If the steam or water supply becomes interrupted, the jet is destroyed 
and the vacuum above T is lost. This allows T to drop down to its 
original position. Hence, upon the resumption of the steam or water 
supply, the operation just described is repeated. 



Sec. 185] INJECTORS 159 

186. How A PositiTe Injector Works is indicated in Fig. 181 
whicb showa a section view through a Metropolitan Model 
Injector, This is of the positive, double-tube, lifting type and 
is operated entirely by one handle. 

Explanation. — When handle, H, is pulled back slightly, steam is 
admitted to the lower hfting nciEzle, N, through the opening of the 
auxiliary valve, A, and of the regulating value, R. The lifting nozzles, 
N and C, now begin to operate. The excess steam escapes through the 
intermediate overflow valve, 0, and thence to the atmosphere, through 
the final overflow or waste valve F. As Boon as water is lifted, it will 
reach the overflow through C The operator then pulls the handle back 



Fia. 181.— ■■ MetropoKUn" Model-O, Double-Tube InjeoKir. 

gradually, admitting steam into the main nozzle, M, through the steam 
valve, V. The action of this steam in passing through the remaining 
nozzles has already been explained. By the time the handle has been 
pulled back as far as it will go, the injector is feedii^ into the boiler 
through check valve, D, and the link, L, has moved to the left far enough 
to close the waste valve, F, by means of the bell crank B and the stem S. 
Ululating valve R is used to control the supply of water to the injector. 

186. The Advantages Of An Injector are: (1) Simplicity. 
(2) Compactness. (3) Low firstr-cosl. (4) High temperature of 
feed-^water delivered. (5) Ease of operation. (6) Low cost of 
■upkeep and repairs. (7) High thermal efficiency, about 99 per 
cent, of energy put into it is utilized. The absence of any 
moving parts is responsible for most of these advantages. 
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There are practically no packing glands to be renewed and no 
parts to be lubricated. 

Note. — Cold Feed- Water Sets Up Strains That Endanger The 
Structural Strength Of A Boiler. Hence, an injector is of peculiar 
advantage on locomotives where the lack of space and the use of the 
exhaust steam for stack draft prevent the installation of feed-water 
heaters. These same two conditions render the injector peculiarly 
applicable on locomotives because of its compactness and because it is 
many times more economical than the feed pump if the exhaust from 
the latter is not used to heat the feed-water. Used as an emergency feed, 
an injector involves a minimum of overhead expense. 

187. The Disadvantages Of The Injector are: (1) Inability to 
handle water which is very hot. (2) Irregularity of operation 
uvder extreme variation in steam pressure ^ in temperature of 
inlet water and in quantity of water handled. (3) Efficiency 
as a pumping unit is extremely low, never over 1 or 2 per cent; 
that is, when used in ordinary pumping service — not for 
boiler feeding — an injector does not compare at all favorably 
with ordinary pumps in economy. Few injectors can handle 
water at 150°F. and most of them become inoperative at 
much lower inlet water temperatures. This is the real reason 
why injectors are not extensively used in large power plants. 
Such plants always have an ample supply of exhaust steam, 
available from the auxiliaries. If this steam is not used to 
heat the feed-water it will be wasted. 

Note. — ^A Feed- Water Heater Placed On The Suction Side Op 
A.N Injector Would Heat The Water Too Hot For Its Successful 
Operation. Placed on the discharge side, a feed-water heater would be 
inefficient because the injector would deliver water to it at such a high 
temperature that the heater would not abstract much additional heat 
from the exhaust steam. To heat feed-water with live steam, when 
exhaust steam is available, results in poor economy. The irregularity 
of operation due to variations mentioned above is not, in situations for 
which the injector is adapted, a serious drawback and necessitates only 
a reasonable amount of attention from the operator. 

188. The Applications Of Injectors Of The Different Types 

will now be considered: Whenever it is necessary or desirable 
to locate the injector above the source of feed, the lifting type 
must be used. This is especially true in locomotive practice 
where it is very advantageous to have the injector where the 
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engineer can see the overflow outlet. The non-lifting type is 
simpler, cheaper and of special advantage where scale-forming 
feed-water is used, because it will not clog up readily and is 
very easy to clean. Double-tube injectors will handle hotter 
feed-water through higher lifts than will those of the single- 
tube type. Hence they are used exclusively on locomotives 
as a main feeding device, and, extensively, on board ship and 
in stationary power plants for emergency boiler-feeding. Re- 
starting injectors are used on small boats, traction and logging 
engines, and in small power plants. They are of special ad- 
vantage for boats, road engines and similar applications 
because the sudden interruption of water supply, due to jar or 
to movement of the boat, will be taken care of by the "auto- 
matic'' feature. The "self acting" injector was designed for 
locomotive use but is applicable where any double-tube type 
is necessary. Injectors are often used for testing and washing 
boilers, feeding compound into boiler, and similar services. 
189. A Simple Approximate Equation Of The Injector, which 
shows the relation between: pounds of water pumped per pound 
of steam, the initial temperature of the steam j and the final tem- 
perature of the condensed steam is given below. It is similar to 
one proposed by Julian Smallwood in his Mechanical Labora- 
tory Methods. In this equation radiation losses and the 
amount of heat which is changed into work are neglected. 
These two quantities amount to only 1}/^ per cent, of the 
total heat energy involved. See derivation below. 

(62) W«. = ^^' t ^^^'^ ^^'^ (lb. water/lb. steam) 

I fd — I ft 

Wherein (see Fig. 182) Wsw = pounds of water pumped per 

pound of steam, x = quality or dryness of steam, expressed 

decimally; if steam contains 1 per cent, of moisture, then x = 

0.99; a working average value for per cent, moisture is 2 per 

cent., in which case x = 0.98. Hv = latent heat of vaporiza^- 

tion of steam at the absolute pressure, Pa, at which the injector 

is receiving steam, as taken from a steam table, in B .t.u. T/a =■ 

temperature of the steam, at absolute pressure Pat in degrees 

fahrenheit. T/d = final temperature of condensed steam = 

temperature of feed water discharged into boiler, in degrees 
11 
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fahrenheit. T/i = temperature of intake water to injector, in 
degrees fahrenheit. 

Note. — The Measure Op The Economy Op An Injector is the 
weight of water pumped per pound of steam used. This value may be de- 
termined by applying For. (62). 

Derivation. — When 1 lb. of steam at some absolute pressure Pa lb. 
per sq. in., is condensed and then cooled down to a temperature of T/a 
deg. fahr., it gives up a quantity of heat = B.t.u. — xHv + (T/, — 2 /d). 
Now, each 1 lb. of water pumped into the boiler absorbs heat energy 
= B.t.u, = T/d — T/i, Then, neglecting the radiation losses and the 
amount of heat which is changed into work (both of which amount to 
only IJ^ per cent, of the total heat energy involved), the following ap- 
proximate relation exists in the injector, because the heat absorbed by 
the water must just equal the heat given up hy the steam: 

(63) Heat absorbed by waier pumped — Heat given up by steam used. 

(64) Heat absorbed per 1 lb. of water pumped — Tfd — Tfi 

(64A) Heat given up per 1 lib. of steam used = xHv + (T'/w — Tfd) 

Then, if W« = weight of water pumped, in pounds, and W, = weight of 
steam used, in pounds, it follows from For. (63) that: 

(65) W«(r/d - T,i) = W.[a;H, + (T/. - T/^)] 

Now, transposing: 

,««N Ww _ xHy + {Tfi — Tfd) 

^^^ W7 - Tfd - Tfi 

But if W«, is taken to represent pounds of waier pumped per pound of 
steam u^ed, then: W,„ = W^/W,. Now substituting this W«» for its 
equivalent in For. (66), there results For. (62): 

(67) W.« = ^^^ t ^^^'riT '^^^^ (lb. water/lb. steam) 

Ifd — ifi 

Note. — To determine the value of W«» for any injector, it is (assum- 
ing that the quaUty of the supply steam is known. Author's Practical 
Heat, Div. 19) merely necessary to observe (Fig. 182) the intake and the 
discharge-water temperatures at the injector, observe the steam pres- 
sure, substitute in For. (62) and solve. 

Example. — In testing an injector (Fig. 182) the inlet-water tem- 
perature was 63 deg. fahr., the discharge-water temperature was 202 
deg. fahr., and the steam pressure, as indicated by the gage, was 105 lb. 
per sq. in. The moisture content in the steam was 2 per cent. How 
many pounds of water was this injector pumping per pound of steam 
which it used? 

Solution. — The quality of the steam = a; = 1.00 — 0.02 = 0.98. 
The latent heat of evaporation of steam, as taken from a steam table- 



Sjjc. 190] INJECTORS 163 

at 105 lb. per sq. in. gage (= 105 + 14.7 - 119.7 ft. per »q. in. ab- 
iobde) is 877 fi.t.u. The temperature of steam at 119.7 lb. per sq. in. 
absolute, as taken from a steam table, is 341 deg. fahr. Now substitute 
in For. (62): W„ - [xH, + (Tf, - T/i)\/(Tfi - T/d - [0.98 X 877 + 
(341 - 202)1 + (202 - 63) - (859.5 + 139] + <139) = 998.5 + 139 - 
7.18 ft. of VKder per 16. of ateam. 



Fio. 182. — Injector Arrangpd Fop Tesliog. 

190. To Compute The Horsepower Actually Delivered By 
An Injector, apply For. (24), The amount of water which the 
injector b handling, may be determined by weighing the water 
before it is pumped. 

191. The Performance Of An Injector Is Influenced By 
The Following Important Factors: (1) Temperature of tnlet 
water. (2) Height of suction lift. (3) Steam pressure. The 
action of an injector depends upon the condensation of the 
steam jet by the incoming water. If this water is too warm, 
the injector will not start. This limit is called the over- 
flowing temperature. After the injector has started, it is 
possible to operate with an intake water of a higher tempera* 



164 STEAM POWER PLANT AUXILIARIES fDiv. 5 

ture, up to a certain limit called the breaking or limiting 
temperature. 

Note. — Fig. 183 shows how these two temperatures vary with the 
steam pressure. Fig. 184 shows how variations in the feed-water tem- 



Steam Pressurt in lb. p«r 5t(. Inch 

Fia. 183. — Limitina Aod OverSoHliis Temperatura. (This figure wu Uken 
from psffe 135 at Kne»M' Pkactici And Theobt or thb Ihjictob.) 

peratures affect delivery temperature of feed-water, capacity of injector 
and pounds of water pumped per pound of steam. The height of suc- 
tion lift affects the capacity of an injector as shown in Fig. 185 taken 
from 8 tests of a "Penberthy" Size D Automatic Injector operating at 
80 lb. per sq. in. steam pressure and taking feed-water at 74 deg. fabr. 

ZZQ 2We 



E 

=•!»■- 2Z0» 

Fio. 184.— Test Results Ot A "SflUera" No. 8 Self-Adiuatim Injeotor. 

Fig. 186 shows the variation in capacity of the same Penberthy Injector 
operating under different steam pressure but with the height of lift and 
inlet water temperature constant at 4 feet and 74 deg. respectively. 

Note. — The Reason Why The Water Pumped Per Podnd Or 
Steah DucBEASBe With An Increase In Steam PBEssmn (Fig. 184) 
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is that the mech&mcal work done by the iojector, in pumping a giTen 
weight of water into the boiler, increases almost in proportion to the 
Bteam pressure while the heat content of the steam, and therefore its 
ability to do work, increases but slightly. Between 100 to 200 lb. per 
Bq. in. pressure, the heat content of the steam increases by less than 1 
per cent. 



Fra. 186.— Ompb Of Tat Reaulta For Fio. 1S6.— Qraph Of Tert RmuIU 

A "Penberthy" Bk D AatamKtic In- Of A "Penbetthy" Autonutic In- 

Jeetor Showina Relation Between CV jmtor Shawint RelstioD BetirseD 

puity And Heiiht Of Lift, Steam Pnuure And Capadty. 

192. The Selection Of An Injector requires a careful con- 
sideration of the three factors discuesed in Sec. 191. Select 
an injector with a capacity In gallons per hour that is 30 per 
cent, in excess of the amount of water normally used. If the 
amount of water evaporated per hour is not known, approxi- 
mate values computed from the following equations, taken 
from Sellers' Restarting Injector, may be used ; 

For horizontal or vertical tubular boilers: 

(68) Gal per Ar. = g-^ 
For water tube boilers: 

(69) Gal. verhr.= -^ 
For flue boilers: 

(70) Gal. per hr. = p|^ 

Wherein Aia, — area of boiler heating surface, in square feet. 

193. The Question Of What Type Of Injector To Use For 
Any Given Service has been previously discussed in Sec. 
188. It is always best to inform the manufacturer as to the 
height of lift and averse temperature of feed water and the 
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maximum, minimum and average steam pressure, as well as 
the required capacity of the injector. The injector will not 
operate at more than its maximum or less than its minimum 
capacity. Table 194 shows the list prices and other data 
for automatic injectors of a well-known make. 

194. Table Showing Capacities, Pipe Coimections And 
Approximate Weight Of Injectors. 









Capacity gal. per hr., 




Manu- 


Approxi- 


Pipe 


1 to 3 ft. lift, 60 to 110 


Shipping 


facturer's 


mate 


connec- 


lb. per sq. in.. 


weight, 


size, 


price, 


tion, 


steam pressure • 


boxed, 


designation 


dollars 


in. 




lb. 












Maximum 


Minimum 







15.00 


M 


60 


35 


2.4 


00 


16.00 


^ 


80 


45 


2.5 


A 


18.00 


¥2 


135 


70 


3.5 


AA 


20.00 


H 


180 


100 


3.5 


B 


25.00 


% 


260 


140 


5.5 


BB 


30.00 


?i 


360 


180 


5.5 


C 


40.00 


1 


475 


250 


8.0 


CC 


45.00 


1 


600 


325 


8.0 


D 


55.00 


iH 


800 


425 


12.0 


DD 


60.00 


IK 


1,000 


525 


12.0 


E 


75.00 


IK 


1,400 


740 


25.0 


EE 


90.00 


IK 


1,900 


850 


25.0 


F 


110.00 


2 


2,400 


1,275 


37.9 


FF 


125.00 


2 


3,000 


1,600 


39.0 


G 


150.00 


2K 


3,600 


1,875 


75.0 


GG 

• 


200.00 


2K 


4,200 


2,150 


75.0 



196. In Installating Injectors the typical piping scheme 
shown in Fig. 187 may be followed. . The size of pipe to use 
for injectors of one make can be foimd in Table 194 under 
Pipe Connections. The steam, suction and discharge pipes 
are all of the same size except that, in the case of a suction lift 
exceeding 10 ft. or of a long length of suction line, a pipe one 
or two sizes larger should be used therefor. 

Explanation. — In Fig. 187, the steam line should be tapped into the 
highest part of the boiler and lagged all the way to the injector, if possible. 
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C is a globe-valve. The discharge line should foUow as near a straight 
Une as possible to the boiler-feed inlet and should be securely fastened 




Fig. 187. — Piping Of An Injector. 

throughout its entire length. A check-valve, Ej must be installed as 

shown. A is a globe stop valve which can be used to cut off the boiler 

pressure from the check-valve so it may be opened for repair. The 

overflow is usually piped as shown. It is, usually, 

best not to discharge the overflow into the hot-well i^P ^ P revent sphn hinof 

or feed supply as it may cause the suction water 

to become "too hot to be lifted. The overflow 

line must always be open at (7 to the atmosphere. 

The funnel^ F, may be an ordinary one of sheet 

metal or one of the special "non-splash" types 

(Fig. 188) on the market. 

The auction line must be absolutely air tight and 
as free from elbows and bends as possible. The 
globe angle valve B takes the place of one elbow. 
The straineTj S^ should not have any opening in 
it as large as the steam nozzle in the injector and „ , ?,', 1^^ T^r. t*^" 

, ,j ,* 1. 1 * • 1 Splash" Funnel For In- 

should have a combmed area of openmg several jector Overflow Pipe, 
times as great as the suction pipe itself. Figs. 182, 
189 and 190 show commercial strainers. The distance, A, should always 
be below 20 feet and much less than that if possible. Injectors are on 




: Cast 
"'Brass i 
Funnel i 



•' Pipe's 



CC. 
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the market that will lift 35 feet. But high lifts redtice the capacity of an 
injector as well as its ability to handle hot water. Further they make 



Fia. ISl.— Injector Fed From Overhead Tank. 



starting difBciilt and operation impossible when there ii 
teak in the suction line. 
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K the injector is fed from an overhead tank (Fig. 191) or from city 
supply under pressure, it is advisable to insert an additional valve, i>, 
(Fig. 187) which can be permanently set so as to throttle the pressiu^ 
down to the desired limit. Then, the valve, B, is used only for opening 
and closing the feed line. All injectors should be braced, especially 
those which are operated by handles. After installing the piping, it 
should all be blown out with steam before connecting up the injector. 

196. In operating Injectors, the procedure is as follows: 
To start an automo^tic injector be sure that valve A (see Fig. 187) 
has been left open. Open slowly steam valve, C, wide, now 
open suction valve, B, wide. Then throttle it down until 
there is no discharge from the overflow. If the suction valve 
is wide open and steam still escapes from the overflow, it will 
then be necessary to throttle the steam-supply valve. If the 
discharge from the overflow is cool water, then the suction 
valve must be throttled. If there are no unusual changes in 
conditions, the suction valve B can be adjusted to give proper 
supply and then be permitted to so remain. An injector like 
that shown in Fig. 181 is operated entirely by one lever as 
described in Sec. 186. 

197. Injector Troubles And Their Correction are discussed 
below. The more important ones are listed. The correction 
of other difficulties can, usually, be effected through a con- 
sideration of the information given here : 

If An Injector Fails To Lift Water, it may be due to the following 
causes: (1) Leak in auction line. (2) Water too hoi. (3) Steam pressure 
too low for the lift. (4) Suction strainer dogged. (5) Wet steam. (6) 
Nozzles of injector dogged up or covered with scale. (7) Waste or overflow 
valve stuck or leaking. (8) End of sudion line not below waier. (9) 
Suction hose collapsed by partial vacuum. To test for leaks in suction 
line, screw a cap on the end of hne in place of the strainer. Then wedge 
the waste valve shut with a piece of wood. When steam is turned on, 
the leaks will be detected easily. Steam is liable to be wet unless taken 
from the top of the boiler and led directly to the injector. If nozzles 
are clogged with scale they can be removed and cleaned. Coatings of 
lime can be removed by soaking the nozzle several hours in a solution of 
ten parts water and one part muriatic acid. 

If An Injector Lifts Water But Does Not Deliver To The 
Boiler the trouble may be due to (1), (3), (5), (6) and (7) of the above 
and may also be caused by: (ID) Faulty boiler check value. (11) Obstruc- 
tion somewhere in delivery pipe. In case of the latter two difficulties, 
close valve A and examine the check valve. If it is lifting properly 
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leave the cap off and take out the disk. Then start the injector. If a 
full stream of water shoots out of the check valve, then there is an ob- 
struction between it and the boiler (most probably inside at the opening 
of the feed pipe). 

If The Injector Starts But Breaks, the trouble may be due to 
(1), (3), (6), (11), and also to (12) An improper adjustmeni of the vxUer 
supply. If water at the overflow is hot then the supply is inadequate 
and should be increased by opening valve B wider. If it is cold then the 
supply should be throttled by means of valve B. 

When Steam Appears At The Overflow the fault may be (2) or 
(4) or (13) Too-high steam pressure for the lift. In this case throttle down 
the valve C until the overflow discharge ceases. Every user of injectors 
should preserve a set of directions for removal of injector parts and should 
have available spare nozzles for repairs. Directions are gladly furnished 
by the manufacturers. 

QUESTIONS ON DIVISION 5 

1. Explain how it is that an exhaust steam injector can pump water into a boiler 
against the boiler pressure. 

2. Name four important parts of an injector, giving functions of each. 

5. Distinguish between an automatic and a positive injector. 

4. What is a self adjusting injector and why are all double-tube injectors of this class? 

6. Name and explain six advantages of injectors over feed pumps. 

6. Why are injectors seldom used in large stationary plants? 

7. Why are injectors alwajrs used on locomotives? 

8. Explain effect of: (1) Steatn pressure. (2) Height of lift. (3) Temperaiure of inlet 
toater upon the capacity of an injector. 

9. Give eight general rules which should be followed in installing injector piping. 

10. Give eight possible causes for an injector's inability to lift water and state the 
correction for each. 

PROBLEMS ON DIVISION 5 

1. The following data were observed during an injector test: Temperature of inlet 
water, 60 deg. fahr. Temperature of discharge water, 200 deg. fahr. Steam pressure, 
100 lb. per sq. in., gage. Moisture in steam, 2H per cent. Find value of W«w or 
pounds of water pumped per pound of steam? 

2. Assume all data in Prob. 1 except temperature of discharge water. Find what 
this temperature will be if W«u» " 10? 

5. A water-tube boiler has a heating surface of 500 square feet. What sise injector, 
as given in Table 194, should be used to handle the feed water? 

4. What size steam, suction, and delivery pipes should be used in Prob. 3 if the 
height of lift is 8 ft.? If it is 15 ft.? If it is 20 ft.? 
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198. Apparatus For Feeding Water To Steam Boilers 
includes devices of three principal types: (1) Injectors, 
(2) Pumps, (3) Return traps or gravity apparatus. Injectors 
for boiler-feed service in stationary power plants are usually 
installed only as stand-by or emergency equipment. Under 
certain conditions, however, they may show an economic 
advantage over other forms of apparatus. Pumps are the 
most important boiler-feed ii^ devices. Direct-acting steam 
pumps {Div. 2), crank-action pumps variously arranged and 
driven (Div. 3) and centrifugal pumps (Div. 4) are all used for 
boiler-feeding as will be explained herein. A few years ago 
the direct-acting steam 
pump was the most 
widely used variety of 
boiler-feed pump and is 
still a very common va- 
riety. The use of gravity 
boiler-feeding apparatus 
is limited largely to small 
steam heating and non- 
condensing power install- 
ations. 

Note. — The general rules 
for piping the principal de- 
vices which are used in boiler- p,^ jg^.-A Dim^l^Actiog Stem Pump For 
feeding are aimilar to those for BoUer Peedinc. 

steam piping. (See Div. II 

for types of joints, specifications and allowable pressures.) There are 
usually at least two feed pumps in a stationary power plant and each 
should be connected to a common header supplying all of the boilers. Ex- 
pansion (see Div. 11) in feed water lines is not as great on the whole as 
in steam lines but must be allowed for nevertheless. The pump inlets 
should be connected so that water may be drawn from two or three sources 
171 
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(Fig. 192) such as hot-well, feed-water heater and city water-mains so 
that feed water of some sort is always available during repairs or 
emergencies. 

199. When An Injector Is Used As A Pump For Raising 
And Forcing Water And Only As A Pump, it is very inefficient 
inasmuch as it requires about five times as much steam — or 
coal — as does an ordinary simplex or duplex steam pump to 
do the same work. Hence, as a device for merely handling 
water where boilers are not to be fed, the injector is, on an 
economic basis, entirely out of the running. Furthermore, 
there are a number of troubles (Sec. 197) of the injector that 
further limit its usefulness. The injector cannot, in practice, 
effectively handle water at temperatures exceeding about 
100 deg. F. This means that it cannot be used advantage- 
ously with water which has been previously heated with the 
feed-water heater. Hence, the injector cannot be used at all 
with an open feed-water heater. It may be used with a closed 
heater installed between the injector and the boiler. 

200. An Injector Will Not Start When Served By A Steam 
Pressure Much Lower Than That For Which It Was Designed. 
Assuming that an injector is started on the pressure for 
which it was designed, then if the impressed pressure increases 
or decreases materially the injector will cease to work. Nor 
will it start again automatically upon resumption of the 
steam pressure at which it originally started and for which 
the engineer temporarily adjusted it. To again cause it to 
pump water, the engineer must perform anew the starting and 
adjusting process. Furthermore, material change in the 
water pressure of the suction water which is being handled 
by the injector, will cause it to cease operation. This necessi- 
tates a new adjustment and a new start. Often when an 
injector has been working and has become hot, if for any 
reason it stops or is stopped, it cannot be re-started until it 
has been cooled completely by sousing it with cold water. 
Obviously, all of the above disadvantages restrict the desirable 
appUcations of the injector for boiler-feed service. On the 
other hand, the simplicity, small space occupied, absence of 
moving parts, and low first -cost of the injector render its use 
desirable under certain conditions. 
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201. The Injector Is Economical For Feeding Boilers In 
A Plant Not Equipped With Means Of Feed-Water Heat- 
ing. — Under this condition the injector (Fig. 193) acts as a com- 
bined pump and pre-heater; and, as such, is almost 100 per 
cent, efficient. The conditions favorable to injector installa- 
tion often obtain in temporary or out-of-the-way plants where 
the equipment must be minimized, and where the saving 
which would occur through the installation of a feed-water 
heater is more than offset by its annual cost ; see Sec. 246. Its 
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Fio. 193. — An Inspirator Type Of Injector Piped Up For Boiler Feeding. 

feature of pre-heating its feed water, makes the injector addi- 
tionally valuable where cold water is to be fed into the boiler. 
By pre-heating, the strains which cold water would cause in 
the boiler are avoided. The proper combination, however, 
of a pump with a feed-water heater is, as a rule, more satisfac- 
tory than an injector for stationary power plants. Injectors 
are effectively employed on boilers for traction-engines, 
small saw-mill engines, hoisting and logging engines, and on 
locomotives. 

202. The Relative Efficiencies of Steam Pumps and In- 
jectors As Boiler-Feeding Devices are given in Marks' 
Mechanical Engineers' Handbook as follows: The effi- 
ciency of an injector considered merely as a pump is very low, 
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about 1 to 2 per cent. As a boiler feed pump, in which service 
the heat in the steam consumed is returned (see Sec. 181, 
also Fig. 195) to the boiler, the injector has an individual 
efficiency of nearly 100 per cent. However, the injector is 
not ordinarily the most economical device for feeding a boiler 
since it can handle only cold or moderately-warm water and 
the effect is equivalent to heating the feed water with live 
steam. On the other hand, a pump can handle water which 
has been heated to a relatively-high temperature by exhaust 
steam (from the main or auxiliary engines) which would other- 
wise be wasted. Injector steam consumption is about 400 
lb. per water h.p. hr,; a small direct-acting pump consumes 
100 to 200 lb. 
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203. Table Showing Relative Economies Of A Non- 
Condensing Plant Using Boiler -Feeding Devices Of Different 
Types. (Based oq data by D. C, Jacobus, Kent's Mechani- 
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CAL Engineers' Pocketbook). See Figs. 194, 195, 196, 197, 
and 198. In each case the values are for the same plant de- 
livering the same power output from its engine. The only 
diflferences between the cases are in the boiler-feeding and feed- 
water heating arrangements. 



Equipment 
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steam 


Per cent. 
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Direct-acting steam pump re- 
ceiving water at 60 deg. fahr. 
and forcing it directly into boiler 
at 60 deg. fahr 



Injector receiving water at 60 
deg. fahr., heating it to 146 deg. 
fahr. and forcing it directly into 
boiler at that temperature 



Injector feeding water through a 
heater in which it is heated from 
146 deg. fahr. to 200 deg. fahr. . . 



Direct-acting steam pump feed- 
ing water through a heater in 
which it is heated from 60 deg. 
fahr. to 200 deg. fahr 



Geared power pump mechani- 
cally driven by engine feeding 
water through a heater in which 
it is heated from 60 deg. fahr. to 
200 deg. fahr 



1. 000 


0.0 


0.985 


1.5 


0.938 


6.2 


0.882 


11.8 


0.868 


13.2 



Fig. 
194. 



Fig. 
195. 

B 



Fig. 

196. 

C 



Fig. 
197. 

D 



Fig. 
198. 



E 



Note. — ^The direct-acting steam pump (first item) has a duty of 
10,000,000 ft. lb. per 100 lb. of coal when used upon a boiler with 80 lb. 
per sq. in. gage pressure. This corresponds to a over-all efficiency of 
about 1.3 per cent. Figs. 194, 195, 196, 197 and 198 show how a set of 
values such as those above may be obtained. One pound of steam de- 
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Uvered to the engine is taken aa the unit. The heat in both feed-water 
and st«am above the feed-water t«mperature ia considered. 
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204. The Definitions Of The Pump Designations Which 
Have Been Adopted In This Division To Denote The Three 
Different Types of Pumps are these: (-1) Mechanically- 
driven pump, (Fig, 208) or pump which is mechanically 
driven from the engine. The drive may be either direct by 
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a connecting rod, gears or belt ; or indirect through a line shaft 
or other common forma of mechanical transmission. (B) 
Motor-driven pump, or pump operated by an electric motor 
installed or used specially for the purpose and belted {Fig. 
199), chain driven, geared (Figs. 200 and 201) or direct con- 
nected (Fig. 202) to the pump. (C) Steam driven pump or 
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pump Operated directly by steam from the boiler and inde- 
pendently of the engine. In small plants they will be recipro- 
cating pumps of either the simplex or duplex type (Fig. 203). 



Fio. 203.— Diraot-AotLoa BoiW-Feed Pump Equipped With Fulton Governiw. 

In plants of over 500 h.p., they may be either reciprocating 
or centrifugal pumps {Fig. 204). 



Flo. SfM.—Centrifusal Boiler-Peed Pump Driven By SUam Turbins Thioulh Diraot 
Shaft ConneclJOD. 

206. The Possible Losses Due To Inefficient Boiler-Feed 
Pumps Are, In The Average Plant, A Very Small Proportion Of 
The Total Losses. — The total coal required, directly or indi- 
rectly, for the boiler-feed piunpe in a reasonably-well designed 
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and operated plant of medium capacity is not liable to exceed 
more than 1 or 2 per cent, of the total coal burned. In a very- 
small, inefficient plant, the proportion of the coal required for the 
boiler-feed pumps may in exceptional cases be as great as 10 
per cent. 

206. The Most Economical Type Of Boiler-Feed Pump And 
Drive Therefor Depend On Local Conditions. — Whether the 
plant is condensing or non^jondensing, its horsepower capacity, 
the character of its load and the fluctuations thereof, the oppor- 
tunity to utilize exhaust steam, and other special and financial 
conditions may be factors. 

207. The Actual Cost Of Operation Of Any Boiler-Feed 
Pump Cannot Be Based Merely On The Efficiency Of The 
Pump Itself .—-Nor can a comparison of the actual operation 
costs of boiler-feed pumps of the different types be based 
merely on the performance of the pump. The economic rela- 
tion of the other components of the plant wherein the pmnp is 
to be installed must be considered. Whether or not the ex- 
haust steam from a steam-driven feed pump can be utiUzed 
for boiler-feed-water heating or for building heating may be a 
determining factor. 

208. At Least One Reciprocating Steam-Driven Boiler- 
Feed Pump Should Be Installed In Every Plant. — If there is 
only one boiler-feed pmnp in a plant, it should be steam driven 
and preferably direct-acting. The reason for this is, as is 
explained in detail elsewhere in this Div., the inherent reli- 
ability of the direct-acting steam-driven pump, due to its sim- 
pUcity and the fact that there are no links, except a steam Une, 
between it and the boiler. Another advantage is that a steam- 
driven feed pmnp can, if there is steam in the boiler, be operated 
whether or not the engine is running. 

209. A Motor-Driven or a Power-Driven Boiler-Feed 
Pump Is Always Most Economical In A Non-Condensing 
Plant (if no Uve steam, in addition to exhaust steam, is required 
for building heating). The reason is that a non-condensing 
engine of itself will always (Sec. 240) furnish much more than 
sufficient exhaust steam to heat the feed water. Both the 
power-driven and the motor-driven pmnps require considerably 
less coal for their operation than does a steam-driven pump. 
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Hence, under these conditions, all the heat in the exhaust eteam 
from a steam-driven pump would be wasted. (It requires, 
under ordinary non-condensing conditions, approximately 
14 per cent, or ^ of the exhaust steam from the engine to heat 
the feed water up to 212 deg., which is ordinarily the highest 
feasible feed-water temperature. The remaining ^ or 86 
per cent, of the exhaust steam from the engine is wasted into 
the atmosphere). 

210. In Any Plant Where Low-pressure Live Steam In 
Addition To Exhaust Steam Is Required For Building Or Other 
Heating, A Direct-Acting Steam-Driven Pump Will Ordi- 



!r-F«ed Pump. 

narily Be Preferable because of its simplicity, reliability, and 
low first cost. Its steam consumption under these conditions 
is of minor importance because all of the heat in its exhaust 
steam is utilized for building or other heating. Forbuilding 
heating, exliaust steam is nearly as effective as live steam. 

211. The Use Of Some Non-Condensing Steam-Driven 
Auxiliaries Is Ordinarily Economical In Condensing Steam 
Power Plants (Fig. 205). — In condensing plants there is, as a 
rule, no exhaust steam available from the main engines for 
feed-water heating. When no economizer is used, the auxil- 
iary drives should be so proportioned that there wiU be just 
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enough exhaust steam from them to heat the feed-water to 
210 deg. fahr. This condition gives a maximimi of economy 
as practically all of the energy of the steam delivered to the 
auxiliaries is then effective either as mechanical energy or heat. 
When an economizer is used in addition to an exhaust heater, 
some other feed-water heater discharge temperature such as 
150 deg. fahr. may prove economical. Both motor-driven and 
steam-driven pumps are often installed under such conditions. 
Then the operator uses whichever pump or pumps the exhaust 
steam from which will give the feed-water temperature from 
the exhaust heater which has previously been found to be most 
economical, 

212. An Automatic Exhaust Steam Heat Balance System (Fig. 
206) has been devised for maintaining a perfect balance between 



the exhaust steam available and that needed for feed-water 
heating. When this system is used, most, or all, of the auxil- 
iaries are motor-driven and an auxiliary non-condensing- 
engine-generator unit, B, is provided to supply the auxiliary 
motors C and F with electrical energy. Then this auxiliary 
generator is interconnected with the main generator through a 
motor-generator set G, as shown in Fig. 206. Under normal, 
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full-load conditions, the motors driving auxiliaries take all of 
their electrical energy from the auxiliary generator, in which 
case it will then produce just enough exhaust steam to heat the 
feed water up to 212 deg. But, if due to change of load, the 
amount of exhaust steam suppUed by this auxiliary engine- 
generator unit becomes more than sufficient to heat the feed 
water, then a portion of the electrical energy which the auxil- 
iary motor drives take is shifted over to the main generator E. 
This shifting of the electrical load is effected through the motor- 
generator G. 

Explanation. — ^This motor-generator is actuated by an electrical- 
contactor pressure valve H on the feed- water heater A, When there is 
a surplus of exhaust steam in the feed-water heater, the valve contactor 
operates in such a way that the motor-driven auxiliaries take a greater 
proportion of their energy from the main generator. When there is 
insufficient exhaust steam in the heater, the valve contactor operates in 
the other direction, causing the auxiliary motors to take more of their 
energy from the auxiliary generator. This throws a greater load on the 
auxiliary generator and results in the production of more exhaust steam 
by the auxiliary engine-generator unit. By means of this automatic 
arrangement, a practically-perfect heat balance always obtains. This 
results in the highest possible economy of operation. 

213. The Most Economical Boiler-Feeding Equipment For 
A Non-Condensing Plant Which Includes An Extensive 
Heating System For Winter Service is (Fig. 207) a steam- 
driven pump for operation during the heating season and a 
motor-driven or power-driven pump for operation when the 
heating system is out of service. 

Explanation. — If the heating system requires more steam in the 
winter than the main engine furnishes as exhaust, some live steam must 
be drawn through a reducing valve for heating purposes. A steam 
driven pump acts as a reducing valve and then furnishes power as a 
sort of by-product. The cost of the power, in this case, for pumping 
will be negUgible. On the other hand, in the summer when the heating 
system is not in use there will be a great surplus of exhaust steam from 
the main engines alone. When this is true the motor driven or mechanic- 
ally driven feed-pump has the economic advantages as shown in Sec. 217. 

214. Mechanical-Drive For A Boiler-Feed Pump Is, Con- 
sidering The Feed-Pump Independently, Generally More 
Efficient Than Electric-Drive (Figs. 199, 200, 202, and 208). 
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This is due to the fact that, under average conditions, the total 
mechanical losses between the ma in engine and a mechanically- 
driven pump are less than the total mechanical and elec- 
trical losses between the main engine and a motor-driven 
pump. It should be understood, however, that this rule 
holds only under favorable conditions. If, in order to drive a 
feed pump mechanically, it is necessary to transmit the power 
through long line shafts, through many belts, and through 
right-angle-turn belt transmissions, then the higher theoretical 
eflSciency of the mechanical drive will vanish. Furthermore, 
the eflSciencies upon which the following example is based, 
relate to mechanical transmissions which are well installed and 
maintained. Line shafts out of alignment, worn bearings, and 
similar conditions may result in material decrease in eflBciency. 
It should be noted, then, that while the over-all eflBciency of 
the electrical drive will remain practically constant throughout 
the Ufe of the drive, because, the elements which affect it are 
the generator, electrical transmission and motor efl&ciencies, all 
of which are unaffected as time progresses, the efl&ciency of the 
mechanical drive may decrease, due to use. 

Example. — Suppose that power is transmitted from the main engine 
to a mechanically operated feed-pump through two successive belt con- 
nections — ^the first being from the engine-shaft to a line-shaft, and the 
second from the line-shaft to the pinion-shaft of the pump. Also, sup- 
pose the transmission eflficiency of the belting is 97 per cent., of the line 
shaft 96 per cent., and of the pump gearing 96 per cent. The overall 
eflSciency of the mechanical drive is, then, 0.97 X 0.96 X 0.96 = 89.4 
per cent. Suppose, also, that power is transmitted from the main engine 
to a motor-operated feed-pump which is working under the same service 
conditions as the mechanically-driven pump. Then, assuming a gener- 
ator eflSciency of 93 per cent., a transmission line or wiring efficiency of 
95 per cent., a motor efficiency of 85 per cent., and a pump-gear efficiency 
of 96 per cent., the overall efficiency of the motor-drive is 0.93 X 0.95 X 
0.85 X 0.96 = 72 per cent. The economical advantage of the mechan- 
ical over the motor drive is, therefore, represented by an efficiency differ- 
ence of 89.4 - 72 = 17.4 per cent. 

216. Motors For Driving Feed Pumps should be of enclosed 
or semi-enclosed t3rpes if the pumps are installed in a dusty 
boiler room or in any other dusty place. The motor should 
preferably be of the adjustable-speed type so that the water 
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may be pumped into the boiler at the same rate as that at 
which it is evaporated. The rate of evaporation varies with 
the load. 

Note. — ^An Adjustable Speed Motor is one the speed of which can 
be varied over a considerable range and when once adjusted remains 
practically unaffected by the load. Examples are shunt wound, lightly- 
compound-woimd d.c. motors. A varijing-speed motor is one the speed 
of which varies with the load, such as a d.c. series or heavily-compound- 
wound motor or an a.-c.wound-rotor slip-ring induction motor. Since 
adjustable-speed motors, capable of sufficient speed variation for efficient 
boiler feed service, are not ordinarily obtainable in the smaller capacities, 
it is necessary to use varying-speed motors for these small-capacity 
appUcations. 

216. If A Constant-Speed Motor Is Used On A Boiler 
Feed Pump either the water feed must be intermittent, which 
is undesirable, or, if the motor continues to operate at constant 
speed, a part of the feed water must be by-passed through a 
by-pass valve. Where a by-pass valve is used, the motor may 
operate continuously at constant speed and little or much of 
the water it pumps be admitted to the boiler by controlling 
the by-pass valve as occasion requires. This by-passing is 
very uneconomical because then all the water handled must 
be pumped against boiler pressure. Then the energy imparted 
to the portion of the water which is not fed into the boiler is 
wasted. This situation may be practially corrected in the 
larger plants by installing two feed pumps, each of one-half 
the capacity necessary for total requirements. 

Note. — Gear Drive Is Preferable To Belt Drive, because of 
high-cost maintenance. Feed pumps are frequently installed in out-of- 
the-way comers where it is difficult to make prompt repairs on belts. 
The belt may slip off or break when such an accident can be least afforded. 

217. The Economy Of A Mechanically-Driven Boiler- 
Feed Pump Which Operates At A Constant Speed is affected 
adversely where the load on the plant fluctuates widely. 
This is due to the fact that the water horsepower output of 
the pump cannot be varied economically in response to the 
fluctuations of the load. 
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Note. — ^A mechanically-driven pump for boiler-feeding, and ite driver, 
should (Sec. 231) be designed to meet the maximum requirements of the 
boilers. The quantity of water dehvered to the boilers may be regu- 
lated (Fig. 209) in accordance with load variations, by means of a by-pass. 
But with this method of control, a large proportion of the power con- 
sumed by the pump is wasted. Although the quantity of water passing 
into the boilers through the check-valves in the deUvery pipes may be 
diminished, the pressure at the by-pass connection to the discharge pipe 
wiU only be shghtty less than the boiler presBure. The pump will, there- 
fore, still be dischai^ng at its full capacity against almost full boiler 
pressure. The average economy of a, mechanically-driven boiler-teed 
pump (considered aa an independent unit), operating under the most 
extreme conditions of load-fluctuation which might prevail, would 
nevertheless be generally superior to that of a steam-driven pump oper- 
ating under like conditions. 



Fia. 200.— MechanicBlly-Driven Boiler-Feed Pump PorniBhed With By-Pan. 

Example. — Suppose a steam-driven pump, which consumes 176 lb. 
of steam per h.p. per hr., develops 4 h.p. while feeding a fully loaded set 
of boilers. Then the quantity of steam required to operate this pump 
will be 175 X 4 — 700 lb. per hr. Also, suppose a mechanically-driven 
pump, operated by main-eijgine power which is transmitted to the pump 
on a steam consumption of, say, 30 lb. per hr., develops 4 h.p, while 
feeding a similar set of boilers. Then the quantity of steam required 
to operate this pump will be 30 X 4 — 120 lb. per hr. If the load on 
each set of boilers is diminished one-half, then the power required to feed 
them will be 4 -^ 2 = 2 h.p. The steam pump need then be run at only 
one-half its farmer speed. Hence, it will develop no more than the 
requisite 2 h.p. during the period of half load. Its steam-consumption 
will, therefore, be reduced to 700 -^ 2 — 350 lb. per hr. The mechanic- 



Sec. 218] BOILER-FEEDING APPARATUS 187 

ally-driven pump will, however, maintain its original speed. It will, 
therefore, continue to discharge at the rate of its full-load capacity. 
But only one-half of the water discharged will enter the boiler. The 
remaining half will be by-passed. All of the water will, nevertheless, be 
discharged against the boiler pressure. Hence, the pump will continue 
to develop 4 h.p. during the half-load interval. CJonsequently, it will 
maintain its original steam rate of 120 lb. per hr. Its economical 
advantage over the steam pump will, therefore, be reduced from 
[(700 - 120) -7- 700] X 100 = 83 per cent, under full-load conditions to 
[(350 -120) -r 350] X 100 = 66 per cent, under half-load conditions. 

218. The Saving Which May Be Effected By Substituting 
An Electrically-Driven For A Steam-Driven Feed Pump 
may be estimated as follows: The example is based on a 
non-condensing steam plant, which has a feed-water heater, 
and which operates twenty-four hours a day. It is assumed 
that the conditions are such, as is usually the case in a non- 
condensing plant, that the exhaust steam from the steam- 
driven pump, direct-acting or turbo-centrifugal, cannot be 
utilized effectively for feed-water heating or otherwise. 
(The engine alone m a non-condensing plant furnishes about 
six or seven times as much exhaust steam as can possibly be 
reclaimed for feed-water heating. Hence, in such a plant the 
exhaust steam from the feed pump represents pure waste.) 

Example. — Average load on plant, 50 kw. Assumed water rate for 
this simple engine plant, 50 lb. of steam per kw.-hr. Therefore, the steam 
consumption per hr. for this 50-kw. plant = 50 X 50 = 2,500 lb, of 
steam per hr. Hence, Gal, of feed water required per hr, — 2,500 -r- 8.3 = 
300 gal. per hr. (approx.). Pressure against which feed water is forced = 
125 lb. per sq. in. Head = lb. per sq. in. X2.31. Hence, for this plant, 
head = 125 X 2.31 = 290 ft, approximately. Work required per hour 
to force water into boiler = weight of water per hr, X head = 2,500 X 
290 = 725,000 ft.-lb, per hr. 

Now the average expected duty of an ordinary 4-in.Hstroke steam- 
driven boiler-feed pump may be stated conservatively as 11,700,000 
ft.-lb. per 1,000 lb. of steam. Or, in other words, it may be assumed 
safely that for a steam boiler-feed pump in this 50-kw. plant: 

No. of ft.-lb, per lb. of steam = — Vtw) — — 11,700 ft.-lb. 

As is evident from preceding statements, the pounds of steam con- 
sumed per hour in this plant to develop the 725,000-ft.-lb. required to 



188 STEAM POWER PLANT AUXILIARIES [Div. 6 

pump the 2,500 lb. of water against the 125 lb. per sq. in. steam pressure 
is: 

T , - . 2 J ' 2 r ft.-lb. to supply water per hr. 

Lb, of steam to artve steam pump per hr, = 77-77 — ^^ ,, — 7— r^- 

ft.'lb. per lb. of steam 

— ^^ %f^ = 62 lb, of steam per hr. 

That is, a steam-driven pump for this plant would consume 62 lb. of 
steam per hr. It would consume 62 lb. of steam in pumping 300 gal. 
boiler-feed water. 

Now the steam required to operate an equivalent electrically-driven 
pump will be determined: A test, reported by the Midvale Machine 
Company, indicates that 360 gal. of boiler-feed water were pumped, in 
a plant similar to that under consideration, with an energy expenditure 
of 0.68 kw.-hr. by a Johns electrically-driven pump. The following 
determination will be based on the data of this test. 

In the 50-kw. plant under consideration, it is, as previously stated, 
assumed that there will be required 50 lb. of steam to develop 1 kw.^hr. 
Hence, to develop 0.68 kw.-hr. there would be required: 0.68 X 60 = 34 
lb. of steam. Now if 360 gal. of water were pumped in the test by 34 lb. 
of steam, the 300 gal. of water, required per hour in this plant would be 
pumped by 300 -^ 360 X 34 = 28.5 (approx.) lb. of steam. 

Now the saving in steam due to the use of the .lohns electrically-operated 
pump will be the difference between the steam-pump steam ccmsumption 
and the equivalent electrically-driveD pump steam consumption. Thus: 

Steam pump requires per hr. (to pump 300 gal. feed 

water) 62 . Z6. 0/ steam 

Elec. driv. pump requires per hr. (to pump 300 gal. 

feed water) 28 . 5 H). 0/ steam 

Saving in steam per hr. due to use of elec. driven pump 33 . 5 26. of steam 

Now the saving in dollars due to the use of the motor-driven pump can 

be determined: The boiler evaporation in a small plant, of the character 

of that under consideration, will be about 7 lb. of water for each pound of 

coal. Then, the coal required to evaporate 33.5 lb. of water (the amount 

which is saved, each hour, by the use of the electrically-kiriven pump) 

will be: 

lb. of water evaporated 33.5 ^ o «. i- » r 

7 — 7 —^ = — =— = 4.8 lb. of coal per hr. 

rate of evaporation 7 

For one month the coal saved, based on this 50-kw. load, would be 
30 days X 24 hr. X 4.8 lb. per hr. = 3,460 lb. per month. With coal 
costing $3.00 per ton in the bin, the saving per month would be: (3,460 X 
3.00) -T- 2,000 = $5.19. Or the saving per year would be, approxi- 
mately: 12 X $5.19 = $62.25. 
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219. Table Showing General Advantages And Disadvan- 
tages For Boiler Feeding Of Power, Electric, and Steam 
Pumps When Considered Independently. 



Mechanically driven 



B 

Motor driven 



Steam driven 



Advantages 



1. Simplicity. 



2. Low ooet of equipment. 



3. Lowest theoretical cost 
of operation where non- 
condensing engine is used 
and pump is belted direct. 

4. Cannot run away in 
case of accident. 



1. May be easy 
trol. (Automatic 
possible.) 

2. Fairly simple. 



of con- 
control 



3. More efficient than 
steam — low cost per year. 



4. Location where desir- 
able. 

5. Can be operated in- 
dependently of boiler and 
engine unit under some 
circumstances. 

6. In case of accident, 
has speed limit, i.e., will 
not "run away." 

7. Accurate heat balance 
possible with proper equip- 
ment. (Sec. 212.) 



1. Ease of control. 



2. Supply of exhaust 
steam for feed-water heat- 
ing in condensing plant. 

3. Low cost of equipment. 



4. Maximum reliability. 






Disadvantages 



1. Poor regulation of 
water supply — extra water 
may be pumped and re- 
turned if by-pass is used. 

2. May be unhandy in 
location. 



3. Works only when main 
engine is running. 



1. Cannot be used with- 
out generator. (Unless 
Public-Service-Company 
power is available.*) 

2. In condensing plant 
increase loss of exhaust 
steam heat in condensing 
water unless pump is driven 
from auxiliary non-con- 
densing engine unit exhaust 
from which is used for feed- 
water heating. 



1. Great loss due to in- 
efficiency unless exhaust 
steam can be utilised. 

2. Possible self destruc- 
tion in case of feed-line 
breaking. 



* Where Public-Service-Company power is available this feature may be important. 
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221. A Turbine- Or Motor-Driven Centrifugal Pump 
(see Div. 4) affords, ordinarily, the best unit for regular 
operation for pumping boiler feed water for plants of capaci- 
ties exceeding about 500 h.p. A 500-h.p. plant is equivalent 
to a feed-water requirement of about 50 gal. per min. or 3,000 
gal. per hr. (However, in every case there should be a steam 
direct-acting stand-by pump.) The centrifugal pump is the 
best for this service because it will, in the long run, prove the 
most economical. It has the advantage that the discharge 
from the pump to the boiler may be throttled down or opened 
as desired without the considerable loss of energy which 
results from by-passing. 

Note. — The pressure developed by a centrifugal pump which is oper- 
ated at normal speed can never exceed a certain maximum. Further- 
more, if the feed Une from the pump to the boiler should break, thus 
reducing the head against which the pump is forcing water to practicaUy 
zero, the centrifugal pump will not "run away," but it will continue to 
operate at practically constant speed. Its power consumption will be very 
low when it is pumping against zero head. Again, if the valve in the 
discharge pipe in a centrifugal pump is closed the pump may continue 
to turn at its normal speed (Sec. 171) without developing an excessive 
water pressure. In such a case the water is merely churned around 
within the casing. 

222. The Efficiency Of The Centrifugal Pump remains, 
with slight repair, nearly constant throughout its life because 
there is practically nothing about it except two simple bearings 
to wear out. Obviously, where gritty water is being piunped 
through there will also be wear on the impellers or blades, but 
gritty water is not used for boiler feed. On the other hand, 
the efficiency of any plunger type or piston pump may decrease 
decidedly as the pump becomes older, due to leaky valves, 
pistons, and worn rods. This is true particularly of the single 
or duplex steam prnnp. The water rate of such a steam pump 
after a year or so of service and insufficient maintenance may 
be twice its initial water rate. 

223. Thie Centrifugal Pump Has No Valves Which He- 
quire Re-Grinding. — Unfortunately, the valves of any plunger 
or piston pump do not usually receive the attention which 
they should have. With the steam pump, if the valves 
become leaky the operator may merely "give her more 
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steam." Thus, the requu*ed water may be pumped, but 
uneconomically. Such losses are difficult to locate because 
the steam requu*ements of the boiler feed pumps are such a 
small proportion of the total steam requirements of the plant. 

Note. — The Water Rate Of A Turbine For Driving A Small 
Centrifugal Pump will be from 38 to 43 lb. of steam per brake h. p. hr. 
This consumption does not increase materially as the age of the turbine 
increases. 

Note. — The Mechanical Efficiency Of A Centrifugal Pump 
(the capacities range from 50 gal. per min. and up) will be from 50 to 
60 per cent. For the larger centrifugal pumps operating under favorable 
conditions efficiencies as high as 81 per cent, have been obtained. 

224. One Disadvantage Of Centrifugal Pumps for boiler- 
feeding is the fact that if the feed water is very near its boiling 
point, the action of the pump may vaporize it entirely within 
the pump casing (see Sec. 157). If this happens, the pump 
will not work as it depends on the action of the runner on a 
liquid. On the other hand, a plunger pump will handle water 
at any temperature as long as there is pressure enough to 
deliver the water to the pump cylinders. Moreover a cen- 
trifugal pump cannot be run at all if in poor condition, on 
account of its high speed. If there is any damage to shaft 
or runner, the pump must usually be shut-down and com- 
pletely overhauled. It is for these reasons that a centrifugal 
prnnp is not recommended in this Div. for a stand-by pump. 

226. Power Boiler-Feed-Pump Sizes For Various Boiler 
Horse Powers as taken from The Goulds Mfg. Go's, catalogue 
are given in the two tables which follow. The tabulated 
values indicate the water supply required by the boiler based 
on the A. S. M. E. standard ratmg (Sec. 229) of 343^ lb. of 
feed water per boiler horse power hour from and at 212 deg. 
fahr. A surplus of 25 to 50 per cent, pump capacity is 
recommended. See Sec. 228 for methods of computing boiler 
feed-water requirements. 

226. Table Showing Boiler-Feed Capacities Of Single- 
Acting Triplex Power Pumps. Goulds Mfg. Co. (See preced- 
ing Sec). The capacity of a double-acting simplex pump is 
approximately 0.66 times of that tabulated for the same speed 
and cylinder dimensions. The capacity of a double-acting 
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duplex pump is 1.33 times that tabulated for the same speed 
and cylinder dimensions. 



R,ated capacity of 

boilers, 

horse power 


Feed water at 

212°F., 

Gallons per 


Size of pumps, 
inches 


Revolutions 
per minute 




minute 






30 


2.15 


1HX2K 


30 


50 


3.59 


2 X3 


31 


100 


7.17 


2K X4 


30 


150 


10.75 


3 X4 


31 


200 


14.34 


3% X4 


30 


400 


28.7 


4 X6 


31 


800 


57.4 


5 X8 


30 


1200 


86. 


6 X8 


31 


1600 


115. 


7 X8 


30 


2000 


143.4 


7 X8 


30 


2750 


196. 


8 X 10 


31 


4000 


286. 


9 X 12 


30 


5000 


358. 


10 X 12 


30 



227. Table Showing Boiler-Feed. Capacities Of Multi- 
stage Centrifugal Pumps. Goulds Mfg. Co. (See Sec. 225). 



Horse 
power of 

boilers, 

rated 

capacity 



Feed 


Size of 




Horse 

power of 

boilers, 

rated 


Feed 


Size of 


water at 


pipe 


Revo- 


water at 


pipe 


212«F., 


dis- 


lutions 


212'»F.. 


dis- 


gallons 


charge, 


per 


gallons 


charge. 


per 


pipe 


minute 


capacity 


per 


pipe 


minute 


inches 




minute 


inches 



Revo- 
lutions 

per 
minute 



700 
850 
1000 
1200 
1500 
1750 
2000 
2100 
2450 



50.20 


2 


3500 


2800 


200.6 




60.92 


2 


3500 


3150 


225.9 




71.60 


2 


3500 


3500 


250.8 




86.00 


2 


3500 


3850 


275.8 




107.50 


2 


3600 


4200 


301.0 




126.30 


2 


3500 


4900 


351.0 


5 


143. 33 


3 


3100 


5600 


402.0 


5 


150.50 


3 


3100 


6300 


452.0 


6 


175. 50 


3 


3100 


7000 


502.0 


6 



2500 
2500 
2500 
2500 
2500 
2200 
2200 
2200 
2200 



228. There Are Two Methods Of Estimating Feed-Water 
Requirements Of A Power Plant. — One is based on the rating 
of the boilers in the plant. The other is based on the actual 
steam consumption of the engines and auxiliaries or devices 
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• 

for which the steam is generated. Which method should be 
used in any case will be determined by conditions. Probably 
the second method, that based on the actual steam consump- 
tions, is the more accurate. But, in a plant in which steam 
is used only for power generation, if the boiler capacities are 
proportioned rationally in relation to the units which they 
supply, both methods should give approximately the same 
results. In ascertaining the feed-water requirements for a 
power plant it may be wise to make an estimate by each of the 
methods, compare the results as a check, and then take for a 
working basis the one which is the larger. Where a boiler 
plant generates steam for heating only, that is, where there 
are no steam-consuming units, such as pumps and engines, it 
is obvious that then only the first method, that based on the 
boiler rating, is applicable. 

229. In Determining Feed-Water Requirements On The 
Basis Of The Boiler Rating the accepted water-rate equiva- 
lent of a boiler horsepower (boiler h.p.) is utiUzed. The 
equivalent is this: It was recommended by the American 
Society of Mechanical Engineers in 1899 that the evaporation 
of 34.5 lb. of water per hr. at 212 deg. be taken as the equiva- 
lent of 1 boiler h.p. This equivalent is now universally 
accepted as standard in the United States. Hence, the process 
of determining the water required to feed a boiler is this: 
(1) Ascertain the total h.p. rating of the boiler or boilers in 
question. (2) Multiply this total h.p. rating by 34.5 which 
will give the number of pounds of water required per hour 
when the boiler is operated at rated capacity. (3) Now due 
to the fact that the pump must occasionally raise the water 
level and pump more than 34.5 lb. per hr., the value obtained 
in this manner should be increased by 30 to 50 per cent. 

In fact, a boiler feed pump is usually selected on the basis 
that it will deliver 45 to 50 lb. of water per hr. for each rat«d 
boiler h.p. The operations above appUed may be expressed 
in a formula, thus: 

(71) Lb, of water per hr. = W^h X Pbhp 

Wherein : W,!,^ = the lb. of water per boiler h.p. hr. upon which 
the estimate is based. This value may vary from 45 to 60. 
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The value of 45 lb. per hr. is conservative and may ordinarily 
be assumed. Pshp = the total rated boiler h.p. of the boiler 
or boilers which are to be fed. Now since there are 8.34 lb. 
of water in a gallon, it follows that: 

(72) Gal required per hr. = ^^^J^f^^p 

8.34 

Now if W«,A be taken as 45, then 

(73) Gal required per hr. = 45 X Pbhp -^ 8.34 = 5.4 P^p. 

which is the accepted working formula. Where Wu,h is taken 
as 50 lb. : 

(74) Gal required per Ar. = 6 X P^ap- 

ExAMPLB.-rA boUer has 500 rated h.p. What should be the capacity 
of the feed-water pump to supply it? Solution. — Base the estimate on 
45 lb. of water per rated h.p. hr. Then substitute in the above formula, 
thus: Gal, required per hr. =5.4 X'Pshp = 5.4 X 500 = 2,700. 

Hence, a pump capable of deUvering at least 2,700 gal. of water per 
hour should be installed. 

230. In Determining The Feed-Water Requirements Of A 
Power Plant On The Basis Of Its Steam Consumption, the 

process is this: (1) Ascertain, either from manufacturers' 
guarantees, or by using a table of water rates, the pounds per 
hour of steam required for the engine or principal units. (2) 
Similarly determine the pounds of steam required per hour by 
the auxiliaries. Then disregarding radiation, leakage, steam 
required by the whistle, and other losses: 

(75) ToUd weight of water required per hr. = (1) + (2) 

To allow for the radiation, leakage, whistfe loss, and to 
provide some capacity for forcing and for recovering the 
water level in case it is lost, the value obtained by the equation 
just above should be increased by 25 per cent. 

Example. — What will be the probable feed-water requirement of a 
plant which operates a 50-h.p. highnspeed condensing engine and 10 h.p. 
of non-condensing auxiUaries? Solution. — First determine the water 
consumption of engine and auxiUaries. From a table of water rates it is 
found that a 50-h.p. high-speed condensing engine will have a water rate 
of about 22 lb. per h.p. hr. Hence, its total steam consumption will be: 
(50 X 22) s 1,100 U). per hr. The water rates of the small auxiUaries 
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will probably be 200 lb. per h.p. hr. Hence, the total auxiliary steam 
consumption will be: (10 X 200) = 2,000 lb, of steam per hr. Steam con- 
sumption of engine and auxiliarieSf then, is: (1,100 + 2,000) = 3,100. 
Multiplying this by 1.25 to allow for losses and forcing, thus: (3,100 
X 1.25) = 3,875 lb . This is the total weight of water required per 
hour. To reduce this to gallons, divide by 8.3, thus (3,875 t- 8.3) » 
467 gal, per hr, 

231. Increased Feed-Pump Capacity Is Necessary If The 
Modem Large-Plant Practice Of Forcing The Boilers Is 
Followed. — In large power plants where automatic stokers 
can be used, particularly if the plant is situated in a city, 
boilers are ''forced'' so that their output much exceeds the 
nominal evaporation of 34.5 lb. per rated boiler h.p. per hr. 
by possibly 150 to 200 per cent. A forced boiler is not as 
efficient as one which is being worked conservatively. This 
is because that, when a boiler is forced, a larger proportion of 
the heat of the coal is wasted in the flue gases than if the boiler 
is not forced. That is, the flue gas temperatures in the smoke 
stack will be higher in the case of the forced boiler. This is 
equivalent to a loss. But in spite of the fact that the boiler 
efficiency is decreased when the boiler is forced, it usually 
works out in the larger power plants that it is more economical 
to force. the boilers than it would be to pay the additional 
fixed charges on boiler investment, maintenance and real 
estate that would be involved if sufficient boiler capacity were 
installed to insure operation on the basis of an evaporation of 
34.5 lb. of water per rated boiler h.p. per hr. 

Note. — ^The Life Of A Boiler Which Is Being Forced may not, 
unless the forcing is extremely excessive, be less than that of a boiler 
which is not forced. It is essential, however, that a forced boiler be 
provided with purified feed water, otherwise scaling and blistering 
difficulties are bound to occur. 

Note. — In Practice, Boilers In Large Plants Are Now Often 
Forced To 160 To 200 Per Cent, of the A. S. M. E. rating for normal 
operation and at peak load they may be forced to 300 per cent, rating. 
That is, for each rated boiler h.p. (on the A. S. M. E. basis of an evapora- 
tion of 34.5 lb. of water per hr.) a boiler which is being forced to 160 per 
cent, of its rating will then evaporate: 34.5 X 1.5 = 51.75 K). of water per 
hour. Similarly, if a boiler is being forced to 200 per cent, rating it 
will evaporate 69 lb. of water per rated boiler h.p. per hour. At peak 
load periods when forced to 300 per cent, rating, the evaporation may be 
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103.5 lb. of water per rated boiler h.p. per hour. So it ia evident that 
the rule given in one of the opening paragraphs of this section for com- 
puting feed-pump capacity on the basis of rated boiler h.p. may have 
to be modified materially if the pump ia to be used in the plant where 
the boilers are forced. In such plants the safer procedure is to det«rmine 
the actual steam consumptions per hour of the prime movers and of all 
of the auxiliaries and base the feed-pump rating on this total steam con* 
sumption. Furthermore, in estimating boiler-feed-pump capacities, 
ample allowance should be made for future additions to the boiler 
eo.uipment, if any are contemplated. 

232. Pump Governors On Direct-Acting Steam Pumps In 
Boiler-Feed Service (Fig. 210) operate in conjunction witli 
feed-water regulators. (See the 
author's Steam BoiLiais.) The 
function of the pump governor is 
to maintain a constant pressure 
in the feed line. It does this by 
moderating the speed of the 
pump, or shutting it down alto- 
gether, when the feed-water reg- 
ulator diminishes the openings 
through the feed valves or closes 
them entirely. If no governor 
were used to regulate the speed 
of the pump in response to the 
feed- water regulator's adjust- 
ment of the feed-valves, the 
pump might build up a pressure 
in the feed-line powerful enough ' 
either to force an excess quan- 
tity of water into the boilers 
„ through the partially closed feed- 

Fio. 210.— Seetional Elsvation 01 , . \ , , . . 

FiahEf Pump Governor Tor Boiler- ValveS Or tO burat the piping. A 

Feed Pump*. properly Working pump governor 

controls the movement of the pump piston or pistons so as to 
constantly maintain a pressure in the feed line just enough 
greater than the boiler pressure to insure a positive flow of 
the water into the boilers against the steam pressure. 

EixPLANATioN. — The Fulton pump governor {Fig. 211} is connected 
into the live steam supply at B and to the eteam end of a direct-acting 
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st«am pump at A . The amall pipe E is connected to the feed line so that 
the under side of diaphragm £> is subjected to feed water presaure. The 
upper side of £) is subjected to Uve steam pressure (or approximately 
boiler-pressure) through the passage C. The vertical stem of valve V is 
acted upon by weight W at one end and 
diaphragm D at the other When the 
feed line pressure is less than boiler pres- 
sure, both the weight and the diaphragm 
tend to open the lialanced valve V. Then 
steam flows freely through the governor 
from B to A and operates the pump at 
full speed. The feed line pressure is built 
up by the pump until the weight W is 
tift«d and valve V closed by the pressure 
on the under side of the diaphragm. The 
weight may be adjusted to open the valve 
at any desired pressure. 

ElxAMPLii. — Suppose the boiler pressure 
is 100 Ih. per sq, in. and a pressure of 
110 lb. per sq. in. in the feed hne is satis- 
factory for dehvering water against the 
pressure of the boiler. Therefore when 
the pump is working at the proper rate, 
there will be 110 lb. per sq. in, on the 
under side of the diaphragm (i> Fig. 211) I^". 2ii. — Seotional ElevatioD 

- Of The Fulton Oovsnot Fiw 



Bwler-Feed Pumi 



and 100 lb. per sq. in. on the upper side. 
The weight 1f^ is set sc 
force of this difference in pressure of (110 — 100) or 10 lb. per sq. in. 
Therefore when the difference in pressure is a httle less than 10 lb. per 
sq. in., the weight opens the valve V. When the difference in pressure 
is a little more than 10 lb. per sq, in,, the diaphragm closes the valve. 
In this way a pressure difference just sufficient to feed the boiler is 
maintained. 



isgustm 




Pieton Typ« Pump GoTernor. 



Note. — In The Horizontal Type Op Pump Governor {Fig. 212), 
the pist«n P takes the place of the diaphragm and a spring >S takes the 
place of the weight as described above. The piston, however, is acted on 
by the feed line pressure only and so communicates this full pressure to the 
epring. The tension on the spring is adjusted by means of two thumb- 
Bcrews r. 
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233. The Fisher Pump Goremor (Figs. 210 and 213) is 
similar to the Fulton governor in operation. One advantage 



FiQ. 313. — Direct-ActiDg Boil«r-Feed Pump Equippad With Fiaha Oovsrnor. 



FiQ. 214.— Direct- Acting Boiler Feed Pump Equipped With Kieler aovernoi. 

of the Fulton design shown is that it uses only one stuffing 
box where the Fisher design requires two. One advantage 
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of the Fisher design is that the steam pressure can be shut off 
from the diaphragm chamber for inspection and repair. The 
Kieley governor (Fig. 214) uses a spring in connection with a 
diaphragm in chamber D. 

Note. — Pump governors for maintaining constant-pressure are some- 
times used on turbine-driven centrifugal boiler-feed pumps (Fig. 204). 
Their function is merely to save steam, as there is little danger from the 
over-pressure of a centrifugal pump. A centrifugal over-speed governor 
may be provided on the same unit as a constant-pressure governor. 

234. A Water-Relief Valve Must, Where A Feed-Water 
Regulator Is Used, Be Installed On A Constant-Speed Crank- 
Action Feed Pump. — The water-relief valve (Fig. 199) is 
merely a special-type safety valve. Crank-action feed pirnips 
usually run at fairly-constant speed (Sec. 217) and are always 
pumping about the same amount of water. Hence, if the 
feed-water regulator partially or wholly closes the feed-water 
line to the boilers, stalling of the pirnip or damage to the pump 
and its accessories are liable to result unless a water-relief 
valve is provided to automatically by-pass the surplus water. 

Note. — ^A Watbb-Rbliep Valve Should Be Provided In The By- 
Pass On Every Reciprocating Power Feed Pump as a safety measure, 
whether or not a feed water regulator is employed. This is to prevent 
damage if the feed-water line to the boilers is closed accidentally. 

236. The Most Common Troubles Of Ptimp Governors 
And Their Causes And Remedies are as follows : 

1. Blows Steam Around Valve Stem. Should be entirely re- 
packed with fine packing and lubricated with cylinder oil and graphite. 
Screwing up the packing gland to stop steam leaks is likely to make too 
much friction before the gland is tight. 

2. Too Sluggish — gives too much variation in feed-line pressure. 
Friction in the movement usually gives this effect. Sometimes the 
spring used is too stiff for the pressure in governors of the spring type. 
See if the valve stem slides freely. If it does not, the friction must be 
located and then remedied by polishing and lubrication. Sometimes a 
stuflfing box is too tight or the packing old and stiff. A weaker spring 
gives less variation of feed-line pressure. 

3. Gives Constant Pressure; Too Low Or Too High. Adjust 
weight or spring thumb screws. Increase spring tension or weight 
leverage for more pressure. 

4. Does Not Shut Off — gives excessive feed-line pressures as shown 
by gag© or by creeping or other signs of overpressure in pump. 
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(a) Friction in st«in or piaton. Reined]' aa explained before. 

(b) Damaged diaphragm. Remove this member. A high-grade rub- 
ber packing re-inforced with several layers of fabric may be used tor 
diaphragms but plain rubber is not suited for the purpose. An estra 
diaphragm should be ordered from the manufacturer and kept on hand. 

(c) Valve does not seat. Examine scat for scores and corrosion. If 
it seems t^) be in fair condition grind with grinding compound and see if 
a clean face can be obtained. If scored too deeply to be ground clean, 
the valve must be re-finished on a lathe. In re-finishing, the angle of 
the face and span between the two faces must be accurately retained. 
After finishing, the valve should be "ground in" and all grinding com- 
pound removed before re-assembling. 

236. Automatic Apparatus For The Feeding Of Boilers 
With Hot-Water Returns from heating systems are of two 



principal types: (1) The combined pump and receiver (Fig, 215). 
(2) The return trap (Fig. 216). With both classes of apparatus 
the hot water or condensate which returns from the radiators 
and heating coils ie collected in a receiving tank. By the 
first method, however, a direct-acting steam pump is auto- 
matically operated to discharge the water from the receiving- 
tank into the boiler. By the second method the water is 
dumped directly from the receiving-tank into the boiler. 



Sec. 236] BOILER-FEEDING APPARATUS 203 

ExPLAMATioK. — With The Coubined Pomp And Receivbr (Fig. 215) 
the condensate from the heating apparatus enters the receiver through the 
inlet nozzle- When the body of water accumulates until ita surface 
stands at about half the height of the receiver it buoys up the bucket- 
float B. Steam is thereby admitted to the pump through the valve V, 
the stem of which is connected to the float-lever at F. As the water- 
level in the receiver ia lowered by the action of the pump the opening 



Fid. 216, — BuDdy Tnpa Arranged For Return To Bdlei Of Condenutc Fiom HwUna 

through the steam valve V is gradually diminished, due to the depression 
of the float. The speed of the pump is thus regulated according to the 
quantity of water flowing into the receiver. The water which is required 
to make up for loss of steam or condenaate from the system, due t<> leak- 
age or other cause, ia admitted at M. 

With The Rbtubn-Tbap Method (Fig. 216) the condensate from the 
heating system coUects in the lower receiver, R\, and flows thence into 
the bowl, B,, of the lower trap T], When sufficient water has accumu- 
lated in the bowl Bi to cause it to tilt (Sees. 487 and 488) steam at boiler 
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pressure enters through the pipe Pi and forces the water into the upper 
receiver, R,, whence it flows into the bowl B, of the Upper trap Ti. 
This trap is located 3 ft. or more above the normal water-kvel in the 
boilsr. When the bowl Bj tilts under the weight of the accumulated 
W8t«r, steam at boiler pressure enters through the pipe Pi. The pres- 
sure in the trap and in the boiler is thus equalized. Due to its static 
head of 3 ft. or more, the water in the bowl B, flowe, by gravity, into the 
boiler through the feed-pipe F. When empty, the bowl tilts back to its 
filUng position. 

237. The Duplex Boiler-Feeder (Figs. 217 and 218) operates 
similarly to a return trap system but has larger capacity. 



Fla. 217.— Farnswortb Duple! Boiler reedar. 

This feeder is recommended by its manufacturers for boiler- 
feeding in non-condensing plants where water from the mains 



is fed to the boiler through some sort of feed-water heater. 
It depends for its operation on a water supply under sufficient 
pressure to flow to the top of the boiler. 
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Explanation. — The feeder shown in Fig. 217 is located above the 
boiler. The tank consists of two equal compartments A and B separated 
by a central wall. It is pivoted below its center of gravity so that it 
may oscillate a few degrees in either direction. A system of valves is 
arranged in the pivot so that whichever compartment is down is allowed 
to drain into the boiler. Boiler pressure is admitted at the top of the 
compartment to make this possible. Meanwhile, the raised compart- 
ment fills with water from the feed line. Whenever the weight of water 
in the upper compartment is suflficiently greater than that in the lower, 
the tank tilts and the process in the two compartments is reversed. 

238. The Relative Merits Of Pumps And Steam Traps For 
Boiler Feeding are as follows: {Power Plant Engineering, 
Dec. 1, 1920). Where direct-return steam traps can be used to 
feed a boiler or boilers, they usually provide a more economical 
method than do steam pumps; this all depends, however, on 
the conditions in the plant. 

Explanation. — Where returns from a heating system are fed into a 
boiler, unless the boiler is low enough so that the returns can feed by 
gravity to a trap located 4 or 5 ft. above water level in the boiler, it is 
necessary to use two traps; one to force the water up to the trap above 
the boiler by means of boiler pressure steam; the other a direct return 
trap to dump water into the boiler. In such a case, the cost of a trap 
installation is, of course, higher than that for a pump, which can force 
the water directly into the boiler without rehandUng. 

Where the feed water of the boiler is not made up entirely of condensed 
steam, and the load is variable so that the amount of feed must be 
varied, the speed of the feed pump can be controlled more easily than a 
trap. The trap simply dumps into the boiler whatever water comes to it, 
and, of course, the rate of flow into the trap could be regulated by the 
valve in the supply line. Where cold water is used for feed and has to 
be heated, it is difficult to arrange the system so as to feed through a trap, 
as either the feed-water heater must be located above the trap or a lifting 
trap be employed to take water up to the direct-return trap. The chief 
argument for the pump is convenience and flexibility, and adaptability 
to all conditions. 

QUESTIONS ON DIVISION 6 

1. Name the three principal kinds of devices iised in boiler-feeding;. 

1. What is the chief use of injectors in stationary power-plants? Under what con- 
dition has it an economic advantage over other kinds of feeders? 

B. What is a inechanic€Uly'driven boiler-feed pumpf A motor-drvBen boiler-feed pumpt 

4. Why is mechanical drive ordinarily more efficient than electric drive for a boiler- 
feed pump? Demonstrate with an example. 

8. What is a steam-driven boiler-feed pumpf What operating feature of a pump of 
this type gives it a distinct advantage over power pumps? 
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6. What is the function of a governor on a direct-acting steam pump in boiler-feed 
service? 

7. Describe the operation of a diaphragm type of pump governor. 

8. What factors mainly decide the type of boiler-feed pump that will best subserve 
the economy of a power plant? 

9. Why are centrifugal pumps generally preferable to reciprocating pumps for feeding 
boilers of installations of over 500 horsepower? 

10. What is the average steam consumption of steam-turbine-operated boiler-feed 
pumps in plants of medium capacity? What is the average mechanical efficiency of 
these pumps? 

11. Why are power-pumps better adapted than steam pumps for boiler-feeding in 
non-condensing power plants which are unequipped with heating systems? 

12. Why will downward fluctuations of the load on a boiler plant impair the economy 
of a mechanically-driven feed-pump in a greater ratio than in the case of a steam- 
driven feed-pump? Demonstrate with an example. 

13. Why should both steam-pumps and power-pumps be included in the regular 
boiler-feed equipment of a non-condensing plant which is provided with an extensive 
heating system? 

14. Describe an automatic pumping system for feeding a boiler with the returns from 
a heating system. 

18. Describe a return-trap system of boiler feeding. 

18. Explain the operation of a Farnsworth Duplex Boiler Feeder. 

17. What are the advantages and disadvantages for return traps as compared to 
pumps for boiler feeding? 

18. About what per cent, of the total coal is used indirectly by a boiler feed pump 
in a well-designed and operated plant? 

19. About what per cent, of the exhaust of a non-condensing engine is necessary to 
heat the feed water? 

20. What is meant by maintaining an exhaust-steam "heat-balance" in a power 
plant? Describe equipment for maintaining such a heat-balance automatically. 

21. What is the disadvantage of constant-speed motors for feed-pump drives? What 
kind of motor is free from this disadvantage? 

22. What are two disadvantages of centrifugal pumps as stand-by boiler-feeding 
equipment? 

23. Why should reciprocating power pumps be fitted with relief valves under some 
conditions? 

24. What are the two general methods of estimating feed water requirements? 
Explain each. 

28. What is meant by "forcing" a boiler? How much may one be forced? With 
what results? Under what conditions? 
28. Name four common troubles of pump governors and give their remedies. 

PROBLEMS ON DIVISION 8 

1. A set of boilers has a total rating of 600 boiler h.p. If it is desired to have a 
pump capacity of 50 lb. of water per hr. per boiler h.p., what should be the rating of 
the pump in gallons per hour. If it is later decided to force the boilers 225 per cent, 
at peak load, what capacity should the pump then have if it is to have the same per 
cent, excess capacity as before? 

2. The main engine of a power plant has a duty of 150 million ft. lb. per 1,000 lb. 
of steam and develops 500 h.p. If the auxiliaries require 10 per cent, as much steam 
as the main engine and it is desired to have a feed pump capacity 50 per cent, in excess 
of normal requirements, how many gallons per hour must the pump deliver? 



DIVISION 7 
FEED-WATER HEATERS 

239. The Reasons That Feed-Water Heaters Should Be 
Usedy Fig. 218A, are these: 

(1) // cold water is fed into a boiler, additional juel must he 
burned to raise its temperature almost to the boiling point. 
This represents a costly waste of fuel, innsmuch as in practically 
every plant either exhaust steam or hot flue gases or both, which 
would otherwise be dissipated into the atmosphere and lost, can 
be used for feedr-water heating. 

(2) The steel plates of a boiler which is in operation are very 
hot. If cold water is fed into it, certain parts of the boiler shell 
may thereby be cooled excessively. Thus high stresses mil be 
produced due to unequal expansion of the shell. The plates are 
strained as are also the riveted joints. Leakage at the joints and 
decreased life of the boiler may result. 

(3) When cold water is pumped into boilers, it may contain 
impurities, which tend to form scale on the inside of the boilers 
when it becomes hot. This scale not alone interferes with the 
rate of transmission of heat from the fire to the water, but it also 
may permit certain parts of the shell to become excessively hot 
because the water in the boiler is prevented by the scale, from 
contacting intimately with the shell. Blistering and short 
boiler life may result. But if the water is first heated to at least 
200 deg. fahr. before being forced into the boiler, many of these 
impurities may be thereby precipitated in an external chamber, 
from which they can be removed readily. Thus they are prevented 
from entering the boiler. 

240. In A Non-Condensing Plant Eighty Per Cent. Of The 
Energy In The Live Steam Is Wasted In The Exhaust.— That 
is, the amount of heat remaining in the exhaust steam from a 
non-condensing engine is about 80 per cent, of the original 
heat imparted in the boiler to the steam. The truth of this 
may be shown thus: 

207 
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Example. — Consider a mediuin-<;apacity, well-maintained non-con- 
densing plant operating at 150 lb. per sq. in. boiler pressure. Such a 
plant should develop an indicated horsepower hour (i.h.p. hr.) on 25 lb. 
of steam. That is, its water rate would be 25 lb. of steam per i.h.p. hr. 
Assume that the cold feed water has a temperature of 50 deg. fahr. 
Hence, we are interested only in the heat which must be added to this 
cold feed water to raise it to the temperature of steam at 150 lb. per sq. in. 

From a steam table it is found that the heat which must be added to 
1 lb. of water at 50 deg. fahr. to convert it into steam at 150 lb. pressure 
is 1,177 B.t.u. Hence, on this basis the 25 lb. of steam which is required 
by the engine to produce 1 h.p. hr. represents: 25 X 1,177 == 29,425 
B.t.u. Now, from a conversion table, it is found that 1 h.p. hr. is equal 
to 2,545 B.t.u. Therefore, out of the 29,425 B.t.u. imparted to each 
pound of steam, only 2,545 B.t.u. is converted into useful work in the 
production of 1 h.p.hr. Thus there must be in the exhaust steam from 
the engine (disregarding radiation) : 29,425 — 2,545 «= 26,880 B.t.u. per 
i.h.p. hr. The percentage of heat converted into work on the engine 
piston must, then, be: 2,645 -4- 29,425 = 0.087 = 8.7 per cent. 

If the radiation losses are assumed to be 10 per cent, (of the heat in 
the exhaust steam) which is a fair average value, the available heat per 
indicated h.p. hr. would be: 26,880 - 2,688 = 24,192 B.t.u. The 
percentage of the total heat received by the engine which is lost in radi- 
ation is: 2,688 -r- 29,425 = 0.091 =9.1 per cent. Hence the percentage 
(of the original heat which was in each pound of steam) that is now 
available in the exhaust is: 24,192 -h 29,425 = 0.822 = 82.2 per cent. 
Note, then, that about 82 per cent, of the original heat is available in 
the exhaust steam from the engine. Thus, summarizing, the percen- 
tages of the heat units delivered to the engine cyUnder in the live steam 
are either expended or available thus: 

Heat expended as work on engine piston 8.7 per cent. 

Heat lost in radiation 9.1 per cent. 

Heat available in exhaust steam 82 . 2 per cent. 

Total 100.0 per cent. 

Where larger engines and turbines operating condensing and with 
superheat are used, a greater proportion of the heat is realized in useful 
work. A non-condensing prime mover discharges its exhaust steam into 
the atmosphere at 212 deg. fahr. A condensing prime mover discharges 
its exhaust steam into its condenser at a temperature of about 100 deg. 
fahr. or lower, depending on the vacuum maintained. Even with the 
most-eflScient, condensing, steam-power-plant equipment, where the 
water rate is as low as 10 lb. of steam per h.p. hr., about 75 per cent, of 
the heat is discharged with the engine exhaust and is, for all practical 
purposes, lost. 

14 
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241. The Two General Types Of Feed-Water Heating 
Equipment are : (A) Exhaust steam feed-water heaters (which 
are treated in this Division) which are devices which use the 
exhaust steam for raising the temperature of the feed-water. 
(B) Economizers (Div. 8) which 
are devices which use, for heat- 
ing the feed water, the hot flue 
gases after they are discharged 
from the boiler-furnace. 

212. Exhaust Steam Feed- 
Water Heaters are of many 
types but may be classified into 
two general divisions; (1) The 
open healer, Fig. 219. (2) The 
closed heater, Figs. 220 and 221. 
Fio. 219.— Di»etam Of Open Feed- gy an Open heater is meant one 
in which the exhaust steam is 
permitted to contact directly in a suitable chamber with 
the cold water which is to be heated. Thus part of the 
exhaust steam is condensed in raising the temperature of 
the cold water and is used as part of the feed water. With 



ter-Tube Type 01 Cloaed Eihaust-^tsun Peed- 
I throuEh each of the ail tube n«U in turn, 
ea. The iteun ptatta three times through the 



an open heater, the temperature of the feed water can — 
assuming that sufficient exhaust steam is available, and there 
usually is, be raised to a temperature of 210 to 212 deg. By 



Sec. 243] FEED-WATER HEATERS ' 211 

a closed heater is meant one in which the steam does not contact 
with the cold water but in which the heat from the exhaust 
is imparted to the water through the walla of tubes. Thus 
in the closed type, the water to be heated and the exhaust 
steam for heating it are confined to separate chambers. 

Note. — The Closed Heater Must . . _ .. . 

Be Ubed Where Tbe Boiler Feei>- 
Watxr Mitst Be Maintained Abso- 
LUTELT Free From Oil. An oil 
separator, which extracts practically all 
of the oil, always forms a part of open 
heater equipments, but these separators 
cannot always be relied upon to extract 
aU of the oil from the exfaauet steam. 

213. Economies Accruing Due 
To The Use Of Feed-Water 
Heaters are very pronounced. In 
the average plant a saving of from 
11 to 14 per cent, in fuel may be — 

expected due to the installation of ^^ ^^r^^a^^^Hwlf '""'' 
a heater. There is usually sufficient 

exhaust steam {see Sec. 209) which would otherwise be wasted, 
available to heat the feed water. All of the heat which can 
be imparted to the feed water before it is pumped into the 
boiler represents that much saving in fuel. A temperature of 
212 deg. fahr. is tbe highest to which water can be raised (at 
atmospheric pressure) without its being converted into steam. 
It follows that every effort should be made to utilize exhaust 
steam to raise the feed water to 212 deg. fahr. While a tem- 
perature of 212 deg. fahr. may not be feasible in every case, it 
is usually possible to attain a feed-water temperature of 210 
or 211 deg. fahr. Because a higher feed-water temperature 
can be obtained with an open heater than with a closed one, 
the open type is somewhat more economical. Every steam- 
power plant should have a feed-water heater. 

Note. — The Followimo Ritlbs Foe Estimating The Approximate 
Fuel Savino Dub To PREiiEATiNa Fbbi>-Watbr are often useful: 
(1) For every U deg. fahr. uihich is added to the temperature of the feed- 
iiater with exhaust ateam there results a saving of about 1 per cent, of the 
fuel iohich would othervriae be rehired. (2) For a pitwn ameumption of 
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fiiel, the eoaporative capacity of a boiler is increased by approximately 1 
per cerU, for each 11 deg, fahr, increase of the feed-water temperature. 

Explanation. — Suppose the temperature of the feed-water is 60 deg. 
fahr., and the boiler pressure is 120 lb. per sq. in., gage. According to 
the steam tables, found in any engineering handbook, the total heat, 
above 82 deg. fahr., of steam at 120 lb. per sq. in., gage, is 1191.6 B.t.u. 
per pound. Therefore, the total heat that must be supplied to each pound 
of the feed-^ater is [1191.6 - (60 - 32)] = 1163.6 B,tu, If, now, the 
feed-water temperature is raised to 71 deg. fahr. by waste heat, the 
saving = (71 — 60) = 11 B.t.u. per pound. Then the per cent, saving = 
11 4- 1163.6 = 0.009,5 or roughly 1 per cent, of the total heat supplied to the 
steam. 

Example. — ^A power plant, in which the boilers develop 1,000 boiler 
h.p. with feed water at 100 deg. fahr., is furnished with a heater which 
supplies the feed water at 210 deg. fahr. What additional boiler horse- 
power is thus realized? 

Solution. — By Sec. 243 the evaporative capacity of the boilers is 

increased approximately 1 per cent, for each 11 deg. fahr. increase of the 

feed-water temperature. Hence, the power of the boilers is increased 
/ 210 •- 100 ^ j^\ ^ ^^^ ^ ^^ ^^ 

244. The Saving Of Heat Which Results From Preheating 
Boiler Feed-Water with exhaust steam that would otherwise 
be wasted may be computed by the following formula: 

(76) Hf= ^^^ r~ !!'32) 100 (per cent.) 

Wherein Hf = the saving, in per cent, of the heat-content of 
the fuel. T/i = the temperature of the feed-water, in degrees 
Fahrenheit, before preheating. T/2 = the temperature of 
the feed-water, in degrees Fahrenheit, after preheating. 
H = the total heat in the steam which is generated in the 
boiler, in British thermal units per pound. 

Note. — The specific heat of water varies somewhat with the tempera- 
ture (see the author's Practical Heat). In the compilation of For. 
(76), however, the specific heat of the feed-water is assumed to have a 
constant value of 1.0 B.t.u. per lb. for all temperatures. Computations 
based upon this assumption are correct within 1 per cent., which is suf- 
ficiently accurate for all practical purposes. 

Example. — ^A boiler generates steam at a pressure of 100 lb. per sq. 
in., gage. The water which is fed to the boiler is preheated, with exhaust 
steam, from 80 deg. fahr. to 210 deg. fahr. What saving of heat results 
from thus utilizing the exhaust steam? 
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Solution. — Ab given in a tftble of the properties of saturated steam, 
the total heat in steam at 100 lb. per sq. in., gage, is 1188 B.t.u. per lb. 
Henee, by For. (76), the aamng = H/ = { {T,, - f/ij/Itf - (T/i - 
32)1)100 = 1(210 - 80) ^ [1188 - (80 - 32)]| X 100 - 11.4 per cent 

246. The Percentage Of Fuel Saving Due To Feed-Water 
Heating May Be Computed Graphically (Fig. 222) for satu- 
rated or superheated steam. Points A and C, for instance, 
are found corresponding to initial and final feed-water tem- 
peratures. A vertical line from A is traced until it intersects 
an oblique line from C at B. A point D is then found on the 
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scale at the upper left corresponding to the steam gage pres- 
sure. A vertical line from D is traced to its intersection with 
a graph for saturated steam at E or some degree of superheat 
at F. Lines from F and E are traced horizontally to the line 
AB and then obliquely until they intersect a horizontal line 
from B at G and H. The saving in each case may be read 
from the per cent, scale. 

Example. — In the case selected in Pig. 222 the initial temperature 
was, A, 110 deg. fahr. The water left the heater at C, 210 deg. fahr. 
The gage pressure was, Z>, IflO lb. per sq. in. For saturated steam, the 
saving was, G, 9.1 per cent. For 100 deg. fahr. superheat the saving 
was, H, 8.7 per cent, 

246. The Net Monetary .Saving Which Results Fiom 
Preheating Boiler Feed-Water With Exhaust Steam that 
would otherwise be wasted must be computed upon a basis 
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of the interest on the investment in heating apparatus and the 
annual cost of depreciation, attendance and maintenance, 
taken in conjunction with the annual heat-saving effected, 
which may be computed by using For. (76). 



Example. — The coal-consumption of a battery of boilers which receive 
feed-water at a temperature of 110 deg. fahr. is 3 tons per day. It is 
estimated that by utilizing a quantity of exhaust steam which is now 
going to waste, the feed-water may be preheated to 212 deg. fahr. The 
average steam-pressure is 110 lb. per sq. in., gage. The coal costs $3 
per ton. The plant operates 310 days per year. The cost of the feed- 
water-heating apparatus and its installation will be $300. The rate of 
interest on the investment is 6 per cent, per annum. The assumed rate 
of depreciation is 5.0 per cent, per annum. The cost of maintaining and 
operating the apparatus is presumed to be $5 per month. What will be 
the probable annual net saving? 

SoLimoN. — As given in a table of the properties of saturated steam, 
the total heat in steam at a pressure of 110 lb. per sq. in., gage, is approxi- 
mately 1,190 B.t.u. per lb. Hence, by For. (76), the probable thermal 
saving ^ H/ = { (T/, - Tfi)/[H - (T/i - 32)]} 100 = {[(212 - 110) ^ 
[1,190 - (110 - 32)]} X 100 = 9.17 per cent. The present annual cost 
of the coal supply = 3 X 3 X 310 = $2,790. Therefore, the probable re- 
duction in the annual coal bUl^ due to utilizing the available exhaust 
steam = (2,790 X 9.17) ^ 100 = $255.84. The irUerest on the invest- 
merU = (300 X 6) -5- 100 = $18. The annual cost of depreciation = 
(300 X 5.0) -^ 100 = $15.00. The annual cost of maintenance and oper- 
ation = (12 X 5) = $60. Hence, the approximate net annual saving wiU 
he 255.84 - (18 H- 15 + 60) = $162.84. 

In other words the feed-water-heating equipment will pay for itself in 
about 2 yr. If the heater were installed in a plant where it would not 
be necessary to employ additional labor to maintain it, it would pay for 
itself in about \}4 yr. 

Note. — Op All Boiler Room Accessories, Feed- Water Heaters 
Are, Probably, The Most Effective Savers Of Coal. (From the 
American Correspondence School.) With condensing engines, the 
condensate-pump discharges from the condenser into the hot well. Then 
the water is drawn from the hot well as boiler feed at a temperature of 
100 deg. to 140 deg. F. This, however, if the boiler pressure is over 
100 lb. per sq. in., is not a suflSciently-high temperature for the best 
economy. Feed water at this temperature should be passed through a 
feed-water heater. With non-condensing engines it is, from a standpoint 
of economics absolutely necessary that in some way the feed water be 
heated by the exhaust steam in a feed-water heater or by the waste gases 
from the chimney in an economizer. 
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247. Exhaust-Steam Feed-Water Heaters May Be Classi- 
fied With Respect To Their Relation To Other Plant Equip- 
ment (see also Sec. 242), as hereinafter explained, as primary 
and secondary heaters. They may be classified with respect to 
the steam pressure used as atmospheric^ vacuum and pressure 
heaters. 

248. Table Showing Classification Of Representative 
American Feed-Water Heaters (partly from Gebhardt). 









Bonar 


Moffat 








Blake-Knowles 


Reliance 






Open 


Cochrane 


Sims 






Atmospheric 


Cookson 

Elliot 

Hoppes 


Stillwell 
Webster 


Exhaust 
steam 












Vacuum, pressure, 


American 


Ross 






or atmospheric 


Griscom Russel 


Standard 




t3 


(water tube). 


Gaubert 


Wain Wright 




o 
O 




National 


Wheeler 




Vacuum, pressure, 


Berryman 


Otis 


• 




or atmospheric 


KeUy 


Ross 






(steam tube). 






Live steam 


Open pressure 


Hoppes 










Baragwanath 





249. A Primary Or Vacumn Heater is a closed feed-water 
heater which is connected to the exhaust of a condensing engine 
between the engine and the condenser. The conditions favor- 
able to the installation of a primary heater exist where the 
supply of exhaust steam from the auxiUaries in a condensing 
plant is insufficient for properly heating the feed water. In 
such cases (Fig. 223) the feed-water can first be heated in the 
primary heater, with steam exhausting from the engine and 
then be passed through a secondary heater (Sec. 250) which is 
supplied with exhaust steam, at atmospheric pressure or above, 
from the auxiliaries. The primary heater is under about the 
same vacuum as the condenser. If the condenser maintains 
a vacuum of 26 in., the temperature of the discharge from the 
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primary heater will probably not exceed 118 deg. fahr. The 
primary beater also acts as a supplementary surface condenser 
in which the feed-water acts as condensing water. 

Note. — A Pbimart Heater Is Especially Usepul Where A Jet 
Condenser Is Used And The Condenser Water Is Unbuited For 
BoiLGR Feed. Whea this is true, freah water must be used as boiler 
feed and is usually supplied at much below hot-well temperatures. For 
instance, if an average hot-well temperature is 100 deg. fahr. and the 
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water supply temperature is SO deg. fahr., additional heater capacity ia 
neceaaary to raise the water the difference of 40 deg. fahr. The same 
neceaaity for a primary heater exists when a high vacuum is obtained 
with a surface condenser. The condensate may then be cooled to 60 
deg. fahr, or a lower temperature. 

260. An Atmospheric Heater is an open or closed feed- 
water heater (Fig. 224) which utilizes the exhaust from non- 
condensing enginesor auxiliaries. The pressure on these heaters 
is equal to the bacli-pressure on the engines which supply 
the exhaust steam. Where auxiliaries supply the exhaust, 
this pressure is usually controlled by a back pressure valve, at 
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a few pounds above atmospheric. Where the exhaust from 
the heater is used in a vacuum heating system, the pressure 
may be a few inches mercury column below atmospheric. The 
maximum feed-water temperatures obtainable in atmospheric 
heatera are about 200 deg. fahr, in closed heaters and 210 deg. 
fabr. in open heaters. 



Sihatut-Stakm 



261, Both Vacuum And Atmospheric Heaters May Be 
Used In Condensing Plants (Fig. 223).— The feed-water is 
first forced by the feed pumps through the vacuum heater, in 
which it absorbs whatever heat may be abstracted from the 
exhaust steam coming from the main engine. The feed-water 
then passes through the atmospheric heater and on to the 
boilers. Exhaust steam from the pumps or from any other 
source, which it may be inconvenient or unprofitable to con- 
dense, is piped to the atmospheric heater. When an atmos- 
pheric heater is connected in this way it is commonly called a 
aeeondnry heater as distinguished from a ■primary or vacuum 



Note. — The Secondary Heater Mat Be Of The Open Or Closed 
Type. When, however, it is of the open type, the feed water must flow 
by gravity — or be forced by a separate pump — through the primary 
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heater. It ia usual therefore to select aecondary heaters of the closed 
type. The primary heater is always of the closed type. 

262. Installation Of Primary And Secondary Feed-Water 
Heaters, To Be Operated Alternately (Fig. 225), may be advis- 
able for condensing plants in which the quantity of exhaust 
steam from the auxiliaries is, ordinarily, sufficient for feed- 
water heatii^, but where the condenser auxiliaries are occa- 
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sionally inoperative on account of the main engine beii^ 
required to exhaust to the atmosphere. With such installa- 
tions the primary heater can be used alone at such times as the 
main engine is running non-condensing, while the secondary 
heater can be used alone when the operation is condensing. 

263. The Back-Pressure On An Engine May Not Be 
Increased By Installing A Feed-Water Heater in the exhaust 
line. This ia, with closed heaters, due to the fact that the 
shell of the heater, in the case of a water-tube heater, or the 
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nest of tubes, in the case of a steam-tube heater, is, usually, 
of much greater cross-sectional area than the exhaust pipe. 
Also, the partial condensation of the exhaust steam, due to 
absorption of heat therefrom by the feed-water, tends to 



Fia, 2ZS.--<kichri>ne Op«n Induction HesUr, H. Equipped With AutomiitiD Thecmo- 

ststic Valve, Ueed For Eihauit SteBm-H<»tuis SyaUm. 

(Tb thflOrdiiiHry power pUot which ufiu uhauat ateam-hcatiDe, the power and beating 

requirementA rardy balance. Some of the time, perhaps half the year, Bteam ia waated 

POWAT is roQUired than the heating Ayatem will e;eQerat« as a by-product. Or. an autf^ 
m&tic heat balance for auch conditions may be provided by the arrangement shown 
abovel The back-preeauie turbine, T, eihauata into s steam-stack liealcr, M, and to 
the besting ByBt«ni, S. The generator. Q, suppUeB energy to the local circuit, which is 
slao connected to the central-etation company's atreet maine through a meter. 

A tbermostatn responsive to the temperature ol the water in the heater, governs tbe 

When the power requirements are greater than the heat requirementa, central-station 
energy is taken through the meter. If at times more heat than power ie required, steam 
can be by-pasaed automatically or power can be sold bark lo the eJeetric company. 
The conversion of heat to mechanical power and building heating is, with this arrange- 
ment, practically 100 per cent, perfect. No heat is waated to atmoepbe^e or to con- 



prevent back-pressure. An open induction heater (Sec. 254) 
with an extra^large oil-separator may be used on a non-con- 
densing engine exhaust without increasing the back-pressure 
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more than K 'b. per sq. in. Where the engine exhaust is 
uaed for feed-water heating only, an open heater arranged 
thus and properly vented and managed will heat the feed 
water to within about 2 deg. fahr. of the exhaust steam 
temperature. Some open heater manufacturers claim that 
an open heater need not cause any additional back-pressure. 

Note. — A Back-Pkessubb Vawb Increases The Effeotivbness Of 
A Fbbd-Water Heai^r and acts alao as a safety valve for the heater. 
It should be a reliable easy-moving valve of large port opening. When 
aa induction heater and a, heating system are supplied with steam from 
the same exhaust hne (Fig. 226), a back-pressure valve is necessary to 
insure proper distribution of the stetun to all the heating equipment, 
A back-pressure valve deereasea the power developed by aa engine about 
2}^ per cent, for each jxiund of back pressure. The eost of the decreased 
engine efSciency due to back pressure carried for a heating system is 
usually much less than the cost of the live steam which would be required 
for heating if the back pressure were not maintained. The decrease in 
engine power due to a back pressure may be made up by carrying 2 to 5 
lb. per sq. in. greater boiler pressure for each pound of back pressure — 
which will of course require the burning of a slightly greater amount 

264. Exhaust-Steam Feed-Water Heaters May Be Classi- 
fied According To Their Piping Arrangements &a: (!) Induced 
OT draw heaters (Figs. 227, 228, 
. 229, 230, 231, 232), which re- 
ceive DO more exhaust steam 
from the available supply than 
the water will entirely condense. 
(2) Through or thoroughfare heat- 
ers {Figs. 233 and 234), which 
receive all of the available 
supply of exhaust steam. With 
the first arrangement, complete 
condensation of the steam 
which passes into the heater 

Fio, 227.— Horiiontai Closed HeaUr induceS a COUtinual floW thereto 
Rped For Service Op The Induction through a branch from the main 

''"''^' exhaust pipe. If the quantity 

of steam exhausted by the engine is greater than that which 
can be condensed in the heater, the excess, with the first 
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arrangement, may go directly from the engine to the atmos- 
phere, or to a heating system or condenser. With the second 



arrangement, if more steam is received than can be condensed 
in the heater, the excess passes through the heater to the 
atmosphere or heating system. 
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Note;. — If Tbe Quantiti Op Exhaust Steam Availabi^ Fob Hbat- 
No The I^bd- Water Ib EbccEssivE, the open heater should (Pig. 228) 
X arranged for induction service. If the surplus exhaust steam from 




Fio. 232.— Induction-Type Open Feed-Waler Hwler, if. InstnUed In Connwtion 
With Reeipracsting En^ne. E. And Mii«d-Flow Turbine, T. (Eihsuet fiom recipro- 
catlnj-engiQe, fepd-pump turbine. F. and auxiliary turbine, A, piped lu feed-w&tor 
beiitec, headng lyitem and miied-fioiv turbine.) 

an induction heater is used for heating or drying purposes, and the result- 
ing condenaat« is afterwards returned to the heater, the surplus steam 
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should be passed through an independent oil separator. With induction 
operation the surplus eteam will pass on in a much drier condition than 
if it had gone through the beater. If the condensate from a closed heater 



is to be returned to an open heater, the inlet to the closed heater should 
be fitted with an oil separator. 

266. The Piping Of An Induction Heater should be bo 
arranged, when possible, that the direct impulse of the exbaustr- 
steam current (Fig. 230) is toward the heater, rather than 
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toward the atmosphere or heating system (Fig. 231). The 
object of this ia to insure delivery to the heater of as much 
steam as it can accommodate. With the impulse of the 
steam current at right angles to the heater {Fig. 231) the 
heater might receive a scanty or starved supply. 

266. The Temperature Of llie Exhaust Steam Entering A 
Feed-Water Heater depends upon the back-pressure. If the 
steam in excess of that which is condensed in the heater is 
discharged directly to the 
atmosphere, then the back 
pressure is, ordinarily, at- 
mospheric pressure. 
Hence, in such cases the 
temperature is about 212 
deg. fahr. But if the ex- 
cess of steam is used in a 
heating system, the back 
pressure may range from 
atmospheric up to about 5 
lb. per sq. in. In the lat- 
ter case the temperature 
would be about 227 deg. 
fahr. 

267. Open Exhaust- 
Steam Feed-Water Heat- 
ers Are Generally Designed 
To Perform A Four-Fold 
Fimction as follows: (1) To 
remove the oil from Ike ex- 
haust steam which supplies 
the heat. This is accom- 
I plished by means of an 
oil-separating device (Fig. 
236) which (Fig. 235) usually forms an integral part of 
ihe heating apparatus. (2) To bring the exhaust steam and 
feed-water into intimate contacL The heating effectiveness of 
the apparatus depends principally upon the thoroughness 
with which this detail of its operation is fulfilled. (3) To 
purify the mixture of feed-water and condensed exhaust steam 
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by jiUration. This may be accomplished (Fig. 235) by 
causing the heated water to percolate through chambers filled 
with filtering material. (4) To afford storage space for the 



Fio. 23e, — Oil-B«paia(Jiui Element Of MoSst Open Eihaiut^team F«ed-H 



Fia. 237.— rHs«ram Shoi»lti« How A Feed-W»t«( Heater Bervea Ab A Cleuing House 
Foi Ail Available SuppUes Of Eihaiut Steam And Water Which Are Suitable For 
Boiler Peeding, (Light lines repreaeat eihauBt-Bteam pifrinc: heavy iinea, water 
piping.) 

heaied arid filtered water and act as a receiver for condensate 
from various sources (Fig. 237). 

Explanation.— The feed-water enters the heater (F^. 235) through 
the pipe F. The rate of flow is controlled by the valve V, which is oper- 
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ated by the float H. The water rains down through the perforated 
plate R and paaaea successively through the filter beds Mi and M. From 
the filter bed M, the water rains down through chamber A, whence it 
percolates upward through the coke filter in chamber N, and thenCe 
throi^h the strainer L into the storage chamber Y. 



Flo. 238. — CochtBoe Open Inductiao Peed-Wstet Heater. 

The exhaust steam enters the heater (Fig. 235) through the nozEle E, 
and (Fig. 236) is diverted to a downward flow, through the cups C, into 
the separating chambers S. The momentum of the oil-particles precipi- 
tates them to the bottoms of these chambers. As the oil accumulates, 
it flows through the openings (R, Fig. 236) into the apace surrounding 
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the separating chambers, and thence out through the drain-pipe TF. The 
steam (Fig. 235) circulates upward through the core-pipe, X, and is 
deflected by the plate, D, through lateral openings in the core-pipe, into 
the annular chamber A. A portion of the steam is condensed by the 
water percolating through the filter bed M, another portion ascends 
through the duct T, while a considerable portion reenters the core-pipe, 
Kj through the openings above the deflecting plate D. The steam which 
reenters the core-pipe is deflected into the annular chamber Ai by the 
plate Di. The same events which followed the entrance of the steam 
into chamber A then ensue. Some of the steam is condensed in the filter 
bed Af 1, some of it passes up through the duct T'l, while the remaining 
portion again reenters the core-pipe through the openings above deflect- 
ing plate Di. The steam ascending through the coire-pipe finally en- 
coimters the cold water supply as it trickles down through the rain-plate 
R. Then if the heater is operated on the through principle the uncondensed 
steam passes around the edge of the upper baffle, U, and out through 
the nozzle O. With induction operation the exhaust outlet, 0, is closed 
except for a small vent pipe leading back to the exhaust pipe (Fig. 227). 

The perforated pipes B and X have external connections, through the 
shell, to a source of water under pressure. Pipe B is provided for flush- 
ing down the coke filter. Pipe X is provided for washing the sludgy 
deposits from beneath the coke filter out through the blow-off valve. 

Note. — The Condensate From A Gravity Heating System may 
be piped, G (Fig. 235), directly to an open feed-water heater. See also 
Fig. 237. 

Note. — The same operations are performed with different construction 
by the Cochrane heater (Fig. 238). 

268. If The Carbonates Of Lime, Magnesia And Iron Are 
Dissolved In A Feed Water, they may be removed by an 
open feed-water heater. These impurities precipitate at 
temperatures below 212 deg. fahr. Hence, if this temperature 
is maintained in an open feed-water heater the impurities 
mentioned will be deposited in the heater. Thus the forma- 
tion of scale in the boilers may be largely avoided. For the 
destructive effects of scale on boiler tubes and plates see the 
author's Steam Boilers. 

269. Only Liquid Oil Can Be BemovedBy The Oil-Separator 
Of An Open Feed-Water Heater. — Hence, if a low grade 
of oil is used for engine-cylinder lubrication, the separation 
may not be complete. This will be due to the fact that some 
of the constituents of low grade oils vaporize at the steam 
temperature. The oil vapor will then pass into the heater 
and form an emulsion with the water. Thus a portion of the 
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oil will be delivered to the boiler. Therefore, none but a 
high grade of oil should be used for engine-cylinder lubrication 
where the exhaust from the engine is to be condensed in an 
open feed-water heater. See the Author^s Steam Boilebs. 

Note. — Oily Feed Water Is Veby Objectionable. Oil is a very 
poor conductor of heat. Hence, if the oil, which may be admitted to a 
boiler with the feedwater, lodges on the fire-sheets or tubes, overheating 
of the sheets or tubes may result. The overheating may then cause the 
plates or tubes to bag or bulge, thus weakening the material and inviting 
rupture. (See the author's Steam Boilebs.) Hence, removal of the 
oil from the exhaust steam which is used is a very important function of 
the open feedwater heater. 

260. The Air And Carbonic Acid Gas Which Water For 
Boiler-Feed Generally Holds In Solution are largely Uberated 
in an open feed-water heater at about 210 deg. fahr. If the 
separation takes place in the heater no damage will result. 
The liberated air and carbonic acid gas will pass out through 
the vent to the atmosphere. But, in the absence of an open 
heater, if the separation takes place in the boiler, the Uberated 
gases will combine chemically with the material of its construc- 
tion and rapid corrosion will result. 

261. The Use Of A Feed-Water Heater Is Advisable As A 
Boiler Protective Measure Even Where No Economic Saving 
Is Apparent. — The strains in boiler plates, due to cold feed- 
water striking directly against them, are estimated (The 
Locomotive) at 8,000 to 10,000 lb. per sq. in. This in addition 
to the normal strain produced by steam pressure is quite 
enough to tax the girth seams beyond their elastic limit if the 
feed pipe discharges anywhere near them. Hence, it is not 
surprising that girth seams develop leaks and cracks in 99 
cases out of every 100 in which the feed discharges directly 
against the fire sheets. From the foregoing it is evident that 
the feed-water heater is a necessary part of the equipment of a 
power plant aside from all purely economic considerations. 

262. The Temperature To Which Feed Water May Be 
Raised By Steam In An Open Heater depends upon the 
quantity of exhaust steam available, the initial temperature 
of the feed-water, and the temperature of the exhaust steam. 
When all of the exhaust steam which is delivered to the heater 
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is condensed therein the final temperature of the feed water 
may be computed by the following formula: 

r'rrr^ m ^/iW/ + 0.9W. {H + 32) , , 17 u U •+^ 

(77) r/2 = ^ ^ Q 9^^ (degrees Fahrenheit) 

Wherein Tf^ = the temperature of the water leaving the 
heater, in degrees Fahrenheit. T/i = the temperature of 
the water entering the heater, in degrees Fahrenheit. W/ 

= the weight of the feed-water entering heater, in pounds per 
hour. W, = the weight of the exhaust steam^ in pounds per 
hour. H = the total heat, above 32 deg. fahr. in the exhaust 
steam, in British thermal units per pound. 0.9 = 90 per cent. 

= the assumed eflSciency of the heater. 

Note. — When the result obtained by For. (77) is a temperature 
greater than the temperature of the exhaust steam, it means that all of 
the steam will not be condensed. The temperature of the discharge 
from the heater is, then, within 2 to 5 deg. fahr. of the exhaust steam 
temperature, and the amount of steam condensed may be calculated by 
For. (78). 

Example. — A 1,200 h.p. condensing engine uses 20 lb. of steam per h.p. 
per hr. The auxiliaries use 2,400 lb. of steam per hr. The exhaust from 
the auxiliaries is condensed in a through-type open feed-water heater. 
The atmospheric relief -valve above the heater is set for a back-pressure of 
4 lb. per sq. in. The feed-water is delivered from the hot-well to the 
heater at a temperature of 110 deg. fahr. What is the temperature of 
the water flowing from the feed-water heater to the feed-pump? 

Solution. — The quantity of water delivered to the hecUer = (1,200 X 
20) = 24,000 lb. per hr. As given in a table of the properties of saturated 
steam, the total heat, above 32 deg. fahr., in steam at a pressure of 4 lb. 
per sq. in., gage, is 1,156 B.t.u. per lb. Hence, by For. (77), the temper- 
ature of the water leaving the heater = T/a = [T/i W/ + 0.9W,(H + 32)]/ 
(W/-h0.9W.) = { (llOX 24,000)+ [0.9X 2,400X (1,156+32))} -s- [2,4000 
+ (0.9 X 2,400)1 = 199 deg. fahr. 

263. In A Non-Condensing Plant Only About One-Seventh 
Or Fourteen Per Cent. Of The Steam Exhausted From The 
Engine And Auxiliaries Can Be Utilized For Feed-Water 
Heating; About Eighty-Six Per Cent. Of The Exhaust Steam is 
Wasted. — The feed water should usually be heated to 212 deg. 
fahr. It is impossible to heat it to a higher temperature at 
atmospheric pressure without causing it to vaporize into steam. 
And, furthermore it is an impossibiUty to heat the feed water 
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to a temperature higher than that of the exhaust steam which 
is used for the heating. The temperature of this exhaust 
steam is always, at atmospheric pressure, 212 deg. fahr. 

Note. — The Exhaust From The Engine And Auxiliaries Is 
Practically All Steam, although it carries some condensed water. 
This exhaust steam holds the same amount of heat as any steam at 212 
deg. fahr. Now the latent heat in this steam, the heat which each pK)und 
of steam will give up in changing from steam at 212 deg. to water at 
212 deg. is, as taken from a steam table, 970.4 B.t.u. But the heat 
required to raise the temperature of 1 lb. of water from 50 deg. fahr. 
(which is the average cold feed-water temperature) to 212 deg. fahr. is 
only: 212 — 50 = 162 B.t.u. Therefore, the number of pounds of cold 
feed water which will be heated from 50 deg. fahr. to 212 deg. fahr. by 
1 lb. of exhaust steam will be 970.4 -s- 162 = 6 lb. One lb. of steam will, 
then, afford all of the heat that 6 lb. of feed water can, under the circum- 
stances, absorb. 

264. The Proportion Of The Total Steam Generated In A 
Non-Condensing Plant Which Is Useful In Feed Water Heat- 
ing is about 14 per cent. For each 6 lb. of cold water at 50 
deg. fahr. (as above described) which is pumped into the boiler 
1 lb. of water condensed from exhaust steam is pumped in with 
it. (This assumes that an open feed-water heater is used). 
This gives a total of 7 lb. of hot feed water pumped into the 
boiler for each pound of exhaust steam used. Thus (See also 
Sec. 263) only about J^ or 14 per cent, of the total water pimiped 
into the boiler (that is, }/j of the steam generated but finally 
exhausted through the engine and auxiliaries) can be effective 
for feed-water heating. The remainder, or 86 per cent, of the 
exhaust steam is wasted — unless it is employed for room heat- 
ing or some similar useful non-power-generation purpose. 

266. In A Condensing Plant Which Carries A 26-Inch 
Vacuum Only About One-Eleventh Or Nine Per Cent. Of 
The Steam Generated By The Boiler Can Be Used For Heat- 
ing The Feed Water, — In a condensing plant all of the steam 
from the engine is condensed with cold water and is discharged 
into the hot well. Some of the auxiliaries should be operated 
non-condensing so that their exhaust can be used for heating 
the feed water from the hot well up to 212 deg. fahr. if possible. 
The temperature of this condenser-discharge water which is 
thus used from the hot well for boiler feed is (with a 26-in. 
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vacuum) about 120 deg. fahr. Therefore, to raise its temper- 
ature to 212 deg. fahr. there will be required only 212-120 = 
92 B.t.u. It is assumed that an open feed- water heater 
wiU be used. Hence, for these conditions the number of 
poimds of feed water which will be heated from 120 deg. to 212 
deg. by 1 lb. of exhaust steam (which will give up 970.4 B.t.u. 
of latent heat in changing from steam at 212 deg. to water at 
212 deg.) will be:— 970.4 -^ 92 = 10.6 lb. That is, 1 lb. of the 
exhaust steam at 212 deg. fahr. will heat 10.6 lb. of the 120 
deg. fahr. feed water to 212 deg. fahr. How, with each pound 
of the hot-well water which is fed into the boiler, the 1 lb. of 
condensed steam which is used in raising the temperature of 
the hot-well water is fed in with it. Hence, for each 1 lb. of 
exhaust steam utilized for feed-water heating there is fed into 
the boiler: — 10.6 -|- 1 = 11.61b. of feed water at a temperature 
of 212 deg. F. 

This being true, there is only 1/11.6 = 8.6 per cent, or say, 
9 per cent, of the total steam generated by the boiler which can 
be used for heating feed water. Obviously, then, the ideal 
economic condition for a condensing plant which carries a 26 
in. vacuum is to have auxiliaries which will furnish exhaust 
steam to an amount equivalent to about 9 per cent, of the 
steam generated by the boiler. It should be understood that 
the 9 per cent, is the ideal value which applies only for the 
water temperature conditions specified for this example. 
Losses such as condensation and the like, for which no allow- 
ance has been made in this problem, will tend to increase above 
9 per cent, the amount of exhaust steam which can be used for 
feed-water heating. 

Note. — It Is Reasonable To Expect That The Auxiliaries In 
The Average Plant Will Supply Aboxjt The Amount Op Exhaust 
Steam Required For Heating The Feed Water. Every effort should 
be exerted to produce just enough exhaust steam to heat the feed water 
up to 210 deg. or 212 deg. But there should be no exhaust in excess of 
this. If there is excess exhaust the heat in it will be wasted. 

266. To Compute The Weight Of Steam Condensed By An 
Open Heater, use the following formula: 

(78) ^•=0.9(ff + 32)-7'/i + 0.ir„ db. per hr.) 
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Wherein: W, = weight of steam condensed, in pounds per 
hour. T/i = discharge temperature of feed-water hi deg. fahr. 
T/i = initial temperature of feed-water in deg. fahr. Wj< = 
weight of hot water delivered by heater in pounds per hour. 
H = the total heat in the exhaust steam, above 32 deg. 
fahr., in British thermal units per pound. 0.9 = 90 per cent, 
which is the assumed efficiency of the heater. 

ExAUPi£. — Suppose 2,400 lb. per hr. of feed water is i«quu«d by a 

boiler. Steam at 227 deg. fahr. is available for feed-water heating. 
The initial temperature of the feed-water is 90 deg. fahr. and it b delivered 
at 212 deg. fahr. What weight of steam is condensed by the heater? 

SoLiTTiON. — As given in a table of the properties of saturated steam, 
the total heat above 32 deg. fahr., in steam at 227 deg. fahr. is 1,156 
B.t.u. per tb. By For. (78) Ike weight of eteam condensed, 
w - (f/.- Tn) W, 

' 0.9(ff + 32) - r /, + O.I T/, 

(212 - 90)2,400 _ 

0.9(1,156 + 32) - 90 + (0.1 X 212) ""* '^ 



Fia. 23B. — Hoppeg Livc-Stoani 
Handng On The Gtaae. (Heatei 
hauAt-Bteam heatuic »rvice.) 



267. The Pan Or Tray Area Required la An Open Heater 

using pans or trays (Fig. 239 and 240) is (Kent's Mechan- 
ical Engineers' Pocketbook) as follows: 



Quality of water 


Surttwe in »q. ft per 1,000 lb. of watot 
heated per hour 




For vertical type 


Forbtniioiitaltypa 




8.5 

6-0 
2,0 
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Note. — The practice in heater nianufacture is, however, to use a. total 
tray surface equal to about 3 to 4 timea the horizontal Bcctional area of 
the shell at the plane at which the trays are located. The apace between 
the pans or trays is made not less than 0.1 the width for rectangular and 
0.25 timea the diameter for round, trays or pans. It is not customary to 



FiQ. MO.— Blute-Knowl™ Open BihauBt-StBam Feed- Water Hsater UBing Inclined 
TrayB. 

use more than six pans in a tier. The size of the water storage or settling 
space in the horizontal type varies from 0.25 to 0.4 the volume of the 
shell; and in the vertical type from 0.4 to 0.6. The filters occupy from 
10 to 15 per cent, of the volume of the shell iit the horizontal type and 
from 15 to 20 per cent, in the vertical. 
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268. To Compute The Approximate Size Of Shell Required 
For An Open Heater, use the following formulae : 

W 
(7Q) il/= TFf- (square feet) 

or 

(80) ^*=£fc (^^^*^ 

Wherein: A/ = cross-sectional area of heater, in square feet. 
Lh = height of heater, in feet. W/ = weight of feed-water 
heated by the heater, in pounds per hour. X = a constant; 
for clear water If = 270; for slightly muddy water K = 200; 
and for very muddy water K = 70. The formula is based on 
proportions of commercial heaters furnishing 6,000 or more 
lbs. per hour of feed-water. These heaters were all of upright 
design having Lh not more than 3 times the smaller base 
dimension. For heaters furnishing 3,000 to 5,000 lb. per hr., 
allow 26 per cent, more capacity than given by the formula. 

Example. — What should be the tray area and shell dimensions of an 
open heater to heat 10,000 lb. per hr. of feed water. The heater is to be 
square in cross section and the height is to be twice the base dimension. 
The water is slightly muddy. 

W/ 10,000 

SoLunoN.— By For. (80), Lh = — — = -— ———or A /Lh= 50 cu. ft 

AfK Aj X 200 

But, for a square section one side being J^L*, J^L* X K^a XL* = 60 or 
Lh = -^4 X 60 = 6.86 jt or about 6 /<., 10 in. The base is 2 ft. 11 in. 
or 2.92 it square. The tray area required is (Sec. 267) about 3.6 times 
the crossHsectional area, or 2.92 X 2.92 X 3.5 = 30 sg. ji. a pprox. 
Assuming that six trays are to be used they will beabout -\/30/6 or 2 ft. 
3 in. square. They should be at least 0.1 the width or 2?^ in. apart. 
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270. Table Of General Data And Approximate Net Selling 
With Exhaust Steam (Harding and Willard, Mechanical 



Horsepower rating 



60 



100 



160 



200 



250 



300 



350 



425 



500 



Pounds feed water per hour. . . 

Weight in pounds 

Net price f.o.b. factory 

TV idth, inches 

Depth, inches 

Height, inches 

Max. dia. ezh. inlet and outlet 

Dia. cold water supply 

Dia. ins. pump suction 

Dia. waste and overflow 

Number of trays 

Length per tray, inches 

Width per tray, inches 



1500 

1200 

$102 

25 

21 

62 

4 

1 

IH 

IH 

4 

17 

12 



3000 

1300 

129 

27 

23 

63 

5 

1 

2 

4 

19 

13H 



4500 

1800 

159 

30 

25 

70 

6 

m 

2 

4 

21 

15 



6000 

2100 

188 

32 

27 

73 

6 

IK 

2K 

2 

5 

22 

15 



7500 

2400 

229 

34 

29 

78 

7 

3 

2H 

5 

24 

16H 



9000 

2700 

256 

43 

29 

78 

7 

IH 
3 

2H 

5 

24 

16H 



10500 

3000 

276 

39 

33 

84 

8 

2 

4 

3 

6 

28 

21 



12750 

3300 

302 

49 

33 

84 

8 

2 

4 

3 

6 

28 

21 



15000 

3700 

331 

45 

38 

76 

9 

2 

4 

3 

10 

32 

103^ 



NoTB. — The heaters tabulated above are designed for power-plant operation, and not 
See notes below Table 271 regarding prices. For estimating purposes and preliminary 
10 per cent to cover steam consumption of auxiliaries (pumps, etc.). The value so 
hoiu:." Select a heater accordingly. In considering heaters of the same general t3i>e, 

271. Table Of General Data And Approximate Net Selling 
With Exhaust Steam. (Harding and Willard, Mechanical 



Horsepower rating 



50 


60 


70 


80 


100 


130 


160 


200 



210 



Pounds feed water per hour 

Tube heating surface, sq. ft 

Number of tubes 

Diameter of tubes, inches 

Length of tubes, inches 

Diameter of shell, inches 

Diameter of feed pipe, inches 

Diameter of exhaust pipe, inches 

Total length — horisontal heater 

Total length f vertical type . . . 

on legs \ horizontal type 

Shipping weight, f vertical type. . . 

pounds ^ horizontal type 

Net selling f vertical type. . . 

price \ horizontal type 



1500 
17 
18 

m 

36^ 
12 

IM 
6 

4' 7" 
5' 4" 

880 

950 

$133 

S144 



1800 

20 

18 

l>i 

42M 
12 

IH 

6 

5'2'' 

5' 11" 

2' 6' 

900 

1000 

140 

155 



2100 
23 
18 

m 

49^ 
12 

IH 

6 
5' 8" 
6' 6" 
2'^" 

950 

1050 

147 

163 



2400 
27 
18 

IM 

56>i 

12 

IM 

6 

6' 3" 

7'0'' 

2' 6' 

1000 

1250 

154 

171 



3000 
33 

18 

70 
12 

IM 

6 

7' 5" 

8' 2" 

2'%" 

1125 

1400 

168 

186 



3900 

43 

36 

IK 

45K 

16 

2 

8 

5' 7" 

6' 4" 

3'0'' 

1250 

1675 

193 

214 



4800 
63 
36 

m 

66 

16 

2 

8 

6' 6' 

7' 2" 

3'0' 

1650 

1750 

214 

238 



6000 
67 
36 

IK 

69?^ 

16 

2 

8 

7' 7" 

8' 4' 

3'0'' 

1700 

1900 

235 

260 



7200 

80 

36 

IK 

83K 

16 

2 

8 

8' 8" 

9' 6" 

1900 

2000 

252 

280 



Note. — ** Closed" feed water heaters are either of the water- tube or steam-tube type: 
exhaust steam passing through the shell. In the latter the exhaust steam is passed 
shell. The water-tube heater is the type generally used in steam-power-plant work. 
Heaters may be vertical or horizontal type as space dictates. See note under Table 
note (a) material of tubes; (b) square feet of tube heating surface; (c) the weights; (d) the 

Notb. — The prices listed above are for 1916 and cannot be relied upon closely at 
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Prices Of Feed-Water Heaters Of The Open Type— For Use 

Equipment op Buildings, Vol. II) 



600 


750 


850 


1000 


1250 


1500 


1760 


2000 


2500 


3000 


4000 


5000 


6000 


18000 


22500 


25500 


30000 


37500 


45000 


52500 


60000 


75000 


90000 


120000 


150000 


180000 


4300 


4900 


5400 


6400 


7000 


8300 


9100 


10000 


11000 


12000 


15000 


16000 


17000 


380 


420 


493 


540 


618 


720 


820 


925 


1060 


1155 


1410 


1605 


1738 


55 


50 


60 


56 


68 


67 


78 


113 


113 


115 


128 


130 


132 


38 


42 


42 


48 


47 


56 


63 


42 


48 


54 


54 


62 


70 


75 


84 


84 


87 


84 


97 


97 


88 


88 


88 


100 


lOQ 


100 


10 


10 


12 


12 


12 


14 


14 


16 


16 


18 


20 


22 


24 


2H 


2H 


2H 


2H 


3 


3 


3 


3M 


3H 


4 


4H 


5 


5M 


4 


4 


5 


5 


5 


5 


6 


6 


7 


8 


9 


10 


10 


SH 


3H 


3H 


3M 


4 


4 


4 


5 


5 


6 


7 


8 


8 


10 


10 


10 


20 


20 


20 


20 


20 


40 


40 


40 


40 


40 


32 


36 


36 


22 


22 


25 


25 


36 


22 


25 


25 


29 


33 


lOH 


12 


12 


15 


15 


18 


18 


15 


15 


15 


18 


18 


18 



designed to operate in conjunction with steam-heating systems under back pressure, 
determinations, compute the steam consumption, per hour of the main engines, and add 
obtained corresponds to the line of the table entitled "pounds of feed water heated per 
but of different manufacture, compare particularly cubic contents, weights, and prices. 

PrJces Of Feed-Water Heaters Of The Closed Type— For Use 
Equipment Op Buildings, Vol. II) 



300 


350 


400 


500 


600 


700 


800 


900 


1000 


1200 


1500 


1800 


2000 


9000 


10500 


12000 


15000 


18000 


21000 


24000 


27000 


30000 


36000 


45000 


54000 


60000 


100 


117 


133 


167 


200 


233 


266 


300 


333 


400 


500 


600 


667 


60 


60 


60 


90 


90 


90 


126 


126 


126 


126 


150 


150 


186 


IH 


iy4. 


IH 


IH 


IK 


IH 


IH 


IK 


IK 


IK 


IH 


IH 


IK 


e2H 


73 


83K 


69H 


83^ 


96H 


7SH 


88^ 


97J4 


117K 


112% 


135 


nm 


21 


21 


21 


25 


25 


25 


29 


29 


29 


29 


34 


34 


39 


^M 


2H 


2H 


3 


3 


3 


4 


4 


4 


4 


5 


5 


6 


10 


10 


10 


12 


12 


12 


16 


16 


16 


16 


18 


18 


22 


7' 3' 


8'!'' 


9'0'' 


8'2'' 


9' 4" 


10' 6' 


9' 2" 


10' 1" 


10' 10" 


12' 5" 


13' 5" 


16' 3" 


13' 10" 


S'd" 


9' 7' 


10' 5'' 


9' 7" 


10' 8" 


11' 10' 


10' 8" 


11' 7" 


12' 4" 


14' 0" 


14' 4" 


14' 2" 


13' 8" 


3' 5' 


3' 5" 


3' 5" 


3' 10" 


3'10'' 


3' 10" 


4' 3" 


4' 3" 


4' 3" 


4' 3" 


4' 11" 


4' 11" 


5' 6" 


2500 


2800 


2900 


3800 


4000 


4400 


5000 


5500 


5800 


6300 


7200 


11000 


14000 


2600 


2900 


3200 


4100 


4300 


4700 


5500 


6000 


6500 


7200 


10000 


12000 


14000 


322 


350 


378 


490 


540 


575 


660 


708 


750 


840 


1190 


1300 


1430 


356 


390 


420 


545 


598 


637 


730 


785 


830 


938 


1320 


1420 


1610 



Jn the former the feed water circulates through the tubes and is surrounded by the 
through the tubes and the feed water (surrounding the tubes) is carried through the 
The shell is usually of cast iron and brass or copper tubes are almost always used. 
270 regarding prioee, and estimation and selection of heater. In making comparisons, 
prices. 
present. 
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272. General Rules For Selecting Exhaust Steam Feed- 
Water Heaters are: Use an open heater whenever possible 
on account of its greater efficiency as a heater and puri6er 
and ease of cleaning. It cannot be used: (1) When the 
feed-water in the heater must be under a pressure of more than 

about 5 lb. persq. in. (2) When 
the steam used for heating is ex- 
hausted under a vacuum as in 
condensing operation. (3) 
When the feed-water must be kept 
entirely free of oil. (4) When the 
feed-water heater is connected to 
tke feed pump between the pump 
and the boilers. Under any of 
the four conditions listed a closed 
heater must be used. 

Note. — The EiTECnvENBss Of An 
Open Feed-Water Heater As A 
FuiUFiEB depends not alone upon the 
area of heating eurface which it con- 
tains, but also upon its volume of 
water-storage capacity. Storage ca- 
pacity is variable to a greater extent 
than is heating surface. If the water 
is hard, purification is desirable. The 
longer the water remaina in the heater, 
the more thorough will be the pr«- 
Fia. S41.-The NalJonsI Coil Type cipitation. Hence, a larger watei^ 
Cloeed Feed-Water Heater. Storage space is required than would 

Otherwise be necessary. On the other 
hand, the heater may be used in a surface-condensing plant, where 
the condensate, which is usually free from scale-forming impurities ia 
used as feed water. Then, if there is a fairly uniform load, the con- 
densate is delivered to the heater at a uniform rate, and only such 
volume of water need be carried in storage as will insure a steady supply 
to the feed-pump. 

273. Closed Eihaust-Steam Feed-Water Heaters May Be 
Grouped Into Two Classes: (I) Water-tube heaters (Fig. 241) 
in which the feed-water passes through a set of brass or copper 
tubes which are surrounded by the exhaust steam. (2) 
Steam-lube heaters (Fig. 242) in which the exhaust steam 
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I (Fifl. 220) Showina Multi-Flow 
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passes through a set of brass or copper tubes which are sur- 
rounded by the feed water. 

Note. — Closed feed-water heaters may be designed ho thnt (Fig. 243) 
the water and steam flow in the same direction, or (Fig. 244) in opposite 
directions. In the first case, the heater is called a paraUel-curTent heater. 
In the second case it ia called a 
eounler-^narerU heater. If the 
heater is so built that the water 
flows straight through, it is called 
a single-fiow heater. It the water 
flows back and forth through the 
tubes a number of times (Figs. 220 
and 245) it is called a mvlii-flow 
healer. If the water flows through 
coiled tubes (Fig. 241) it ia called 
a coil healer. If the water is forced 
across the heating surface in a thin 
sheet or film it is called a film 

274. TheTubesInAClosed 
Feed-Water Heater May Be 
Either Straight (Fig. 220) Or 
Spirally Corrugated (Fig. 
246). It is claimed for the 
corrugated construction that 
the spiral flow of the water 



itdDPOfCat-tvnHioc/ 




Via S4e — ERd Of Copper Conu Fis. 247.~Schutte anii KoertinB Ver- 

■Bt«l Tube In Wamwnsht Closed Feed ticsl Struiht-Tube Closed Hentei — MultJ- 
Watet Heater. Flow Type. 

through the tubes increases the contact pressure between 
the water and the tube surface, thereby facilitating the heat- 
transmission. It is also claimed that the spiral currents of 
water tend to scour the surfaces and prevent the accumulation 
of scale thereon. 



Sbc. 2751 FEED-WATER HEATERS 241 

276. A Corrugated Heater-Tube Gives Greater Heating 
Surface, for a given water volume, than does an uncorru- 
gated tube. Further advantages claimed for corrugated 
tubes (Fig. 246) are: they give a higher rate of conduction 
per unit length than smooth tubes, the corrugations take 
up all heat strains making more rigid construction of the 
heater possible. Corrugated tubes, it is claimed, are prefer- 
able where the range of temperature of the water, between 
inlet and outlet, is extreme, or where the velocity of the water 
through the heater is very high. 

Note. — When STftAiaaT Uncorruoated Tdbbb Are Used In Closed 
Heaters, a flaaticg head aiTEingemcnt (H, Fig. 247) is usually used to allow 



Fia. 21S. — Inside Manifold Of Wbitlock Fia. 349.—TJow The Coils Am 

Double-Coil CloBed Heater. Secured In A NHtioDil Ctdl 

Hester. 

for expansion in the tubes. Where the tubes are bent (Fig. 242) or 
coiled (Fig, 241) this feature is unnecessary as the tubes are free to 
expand and contract without straining the supporting head. Methods 
of connecting and supporting coiled tubes arc shown in Figs. 248 and 240. 

276. Steam-Tube Closed Feed-Water Heaters (Fig. 242) 
are designed for service where a varying demand for steam 
necessitates very irregular feeding of the boilers. This condi- 
tion m^ht exist where the steam-using apparatus which 
supply the exhaust steam for heating the water are operated 
intermittently. By sending the steam, instead of the water, 
through the tubes, the space surrounding the tubes is available 
for storage of a comparatively large volume of heated water 
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during the intervals when the feed-valve is closed. The 
water stored in the heater may then absorb the heat from 
the intermittent deliveries of exhaust steam. 

Note. — An iNTEsMnTENT Dewvbbt Op Exhaost Steam To The 
Febd-Watbr Ubater might occur in a plant where hydraulic-elevator 
pumps, or the eaginea for operating trip-hammers, cotton compresses, 
or in similar irregular service, are depended upon for supplying the steam. 

277. To Compute The Tube Heating-Suiface Required For 
A Closed Exhaust-Steam Feed-Water Heater, use the follow- 
ing formula: 

(81) As= 7'^^V I"t ^ (square feet) 



t/(r, 



T,i + Tj^ 



Wherein Af = the total heating surface of the tubes, insquare 
feet. W/ = the weight of feed 
water to be heated, in pounds 
per hour. Tn = the tempera- 
ture of the water entering the 
beater, in degrees Fahrenheit. 
Tn = the temperature of the 
water leaving the heater, in de- 
grees Fahrenheit. T/, = the 
temperature of the exhaust 
steam in degrees Fahrenheit. 
U = the coefficient of heat- 
transfer for the surface, in 
British thermal units per hour 
per square foot per degree tem- 

w.«r v Zl^iTcLSt o^t«I perature difference as given in 

Tranrfor" Through Tuba Of QcMied Table 278. 
Feed- Water Heater.. 

Note. — The Coefficient Op Heat Transper In Closed Heaters 
Varies Within Wide Limits. It depends mainly upon the thickness 
and composition of the conducting wall, the disposition of the heating- 
surface, the water velocity through the heater (Fig. 250) and upon the 
conditionsunder which the heater is operated. It may range from 150 to 
1000 or more. The first of these values may be obtained with a steel- 
tube heater in which the water-velocity is low. The second may be 
realized with corrugated braaa-tube heateni, of the film type, in which 



Sec. 278] 



FEED-WATER HEATERS 



243 



the water-velocity is very high. The values given in Table 278 are for 
commercial designs 

Example. — A closed exhaust-steam feed-water heater is required to 
heat 10,000 lb. of feed-water per hr. from 60 to 196 deg. fahr. with steam 
at 212 deg. fahr. The heater is to be of the multi-flow corrugated brass- 
tube type. What should be the area of the tubing? 

Solution:— By Table 278 U = 400. Hence, by For. (81) A/ = W/ 
(Tf, - Tf,)/(U{Tf. - M[r/i + ^/J}) = 10,000 X (196 - 60)/ 
(400(212 - mm + 196]}) = 40.5 8q, ft 

Note. — Increasing the velocity of the water passing through a heater 
increases (Fig. 250) the coefficient of heat transmission. In order to 
reahze the possible maximum feed-water temperature, and at the same 
time use a moderately high velocity of flow, the tubes should be as 
long as is feasible, and of small diameter. 

278. Table Showing Average Coefficients Of Heat Trans- 
mission In Closed Feed-Water Heaters {Gebhardt) . 



Type of heater 


Average coefficient 

of heat-transfer = 

U, For. (81) 


Single-flow, steel water-tube 

Sinele-flow, plain brass water-tube 


150 
200 


1 Single-flow, corrugated brass water-tube 


300 


Spiral coil, plain brass water-tube 


350 to 700 


Multi-flow, plain brass water-tube 


350 


Multi-flow, corruflcated brass water-tube 


400 


Multi-flow, plain brass water-tube, with retarders 
Film, corrugated water-tubes 


450 
600 


Multi-flow, iron steam-tube 


100 to 225 


Multi-flow, brass steam-tube 


200 to 450 


Multi-flow, copper steam-tube 


220 to 475 







279. Closed Exhaust-Steam Feed-Water Heaters Are 
Sometimes Rated In Terms Of Heater Horsepower. — By 
using For. (81) it can be shown that one square foot of heater 
surface will suffice to heat 103.5 lb. of water per hr. from 60 
deg. fahr. to 194 deg. fahr., with a coefficient of heat transfer 
(Sec. 277) of about 165 B.t.u. per sq. ft. per hour per deg. 
difference in temperature. On the above outlined basis and 
on the assumption that 34.5 lb. of feed water is required per 
boiler horse-power per hour, a closed heater will supply 
103.6 -T- 34.6 = 3 boiler horse power per sq. ft. of heating 
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surface. Hence: 1 -;- 3 = J'^ aq. ft. of heater surface is 
sometimes allowed per boiler horsepower. 

Note. — Double Heater Installations (Fig. 251} are used in large 
power plants which are operated continuously. These consist of two 
separate feed-water heaters which are so connected as to receive exhaust 
steam from a common exhaust pipe and water from a common water- 
supply pipe. With an installation of this kind, one heater may be cut 



Flo. 2SI. — A Double Hwter Instsllstion. 

out of service tor cleaning or inspection while the other continues to 
supply hot water for the boilers. 

280. The Relative Advantages And Disadvantages Of 
Open And Closed Feed-Water Heater may (See Gebhardt'a 
Steam Power Plant Engineering) be summed up as follows: 
(1) With an open heater the water may be heated to the temperature 
of the exhaust steam. With a closed Heater the possible v 
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temperature of the feed-water will always be less than the temper- 
oiure of the exhaust steam. (2) Ordinarily^ the pressure in 
an open heater is hut slightly in excess of atmospheric pressure. 
Ordinarily y the pressure of the water in a closed heater is some- 
whai in excess of boiler pressure, (3) An open heater is liable 
to rupture by the building up of a back-pressure ^ due to sticking 
of the back-pressure valves. A closed heater is built to with- 
stand any pressure which is likely to occur. (4) Oil in the exhaust 
steam may contaminate the feed-water in an open heater. Oil 
cannot enter the feed-waier from the exhaust steam in a closed 
heater. (5) Scale and other impurities precipitated in an open 
heater are readily removed. It is difficult to remove scale from a 
closed heater. If the feed water contains a high content of 
scale-forming impurities, then, usually, the open heater is the 
preferable and in some cases the only permissible type. (6) 
An open heater must be located above the pump suction. The 
feed pump must be between the heater and the boiler. A dosed 
heater may be located anywhere between the feed pump and the 
boilers. (7) Where the water is taken from a natural source of 
supply, two pumps are necessary with an open heater. With a 
closed heater only one pump is required in any case. (8) With 
an open heater the feed pump handles hot water. With a closed 
heater the *feed pump handles cool water. (9) An open heater 
cannot be installed in the exhaust line from a condensing engine 
as can a closed heater. (10) The returns from a hinting system 
cannot be delivered directly to a closed heater a^ to an open 
heater. 

281. In The Installation Of An Open Feed-Water Heater 
the following general directions should be observed. 

Directions. — (1) Locate the heater so that it may be conveniently 
piped to the source at the exhaust-steam supply and will be, at the same 
time, as close as possible to the boilers. 

(2) Set the heater plumb on a substantial foundation (Fig. 230) of 
proper height to bring the hot-water outlet to the feed-pump at least 
4 ft. above the discharge-valve deck of the pump. 

(3) Locate the feed-pump (Fig. 228) as close as possible to the heater. 
Also, run the suction pipe, of a size equal to the outlet orifice of the 
heater, as directly as possible. If the pump must be located at some 
distance from the heater, or the suction connection must be made with 
a number of sharp turns, either the suction pipe should be of larger 
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size than the outlet orifice of the heater or the heater should be set at a 
greater height than 4 ft. above the discharge-valve deck of the pump. 
In some cases both of these alternatives may be desirable. 

(4) Before connecting the mechanism of the float (Hf Fig. 235) to the 
controlling valve in the water-supply pipe, see that the float and mechan- 
ism move freely. 

(5) Pack the filtering material, excelsior and coke (Fig. 235) closely 
between the filter plates. 

(6) K the heater is to be connected up for thoroughfare service (Fig. 
224) attach the engine exhaust pipe directly to the heater exhaust inlet, 
and, from the heater exhaust outlet, run a pipe to the atmosphere. This 
pipe should be of the same size as the exhaust outlet. A back-pressure 
or exhaust-relief valve should be placed in it at a point somewhere beyond 
any branch connection which may be made for supplying a heating 
system, or for other purposes. 

(7) See that the back-pressure valve (F, Fig. 229) is set for a pressure 
not higher than that which the heater will safely sustain. 

(8) K the heater is to be connected up for induction service (Fig. 228) 
run a branch from the main exhaust pipe to the heater exhaust inlet. 
This branch should be of the same size as the inlet orifice of the heater. 
It should contain a gate valve, so that the heater may be cut out for 
cleaning, and also to provide a means for regulating the supply of exhaust 
steam delivered to the heater. 

(9) A vent pipe (V, Fig. 230) should be attached to the top of an induc- 
tion heater. This is to allow air to escape and to insure admission of the 
requisite quantity of steam. The vent pipe may be screwed into a reducer 
flange bolted to the heater exhaust outlet. It should have a free opening 
throughout its length. The valve, 7, (Fig. 230) in the vent pipe should 
never be closed except when the heater is cut out of service for cleaning. 

(10) Place a gate valve in the cold water supply pipe (F, Fig. 236) just 
beyond the controlling valve. Also place a gate valve in the pump suc- 
tion pipe. 

(11) Connect the oil-drip (TT, Fig. 235) and the blow-off pipe to the 
sewer independently of each other. (If it is desired to recover and filter 
the oil for further use, the oil-drip may be piped to a separate reservoir.) 

(12) Cover the heater with asbestos, magnesia, or other heat-insulating 
substance, to prevent radiation of heat therefrom. 

282. In The Operation Of An Open Feed-Water Heater 

the following general directions should be observed. 

Directions. — (1) When the heater is first put in service, the cold-water 
controlling valve should be blocked open, also the blow-off valve should 
be opened, and a current of water permitted to run through until the 
heater is thoroughly flushed out. The blocking may then be removed 
from the controlling valve and the blow-off valve closed. 

(2) The lengths of the float connections should be sa adjusted that the 
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controlling valve will, respectively, be open fully and closed tightly at the 
predetermined low and high water levels. 

(3) The blow-off valve should be opened once a day to blow out the 
sediment which may have collected in the bottom of the heater. 

(4) About once a week, or oftener, if necessary, the coke filter bed 
should be flushed out by opening the blow-off valve and admitting water 
under pressing through the flushing pipe (B, Fig. 235). 

(6) The pans of an open heater of the type shown in Fig. 239 should be 
removed and cleaned whenever the depth of scale is sufficient to interfere 
with their operation as settling basins. The time allowable before this is 
necessary depends on the nature of the water. 

283. In The Installation and Operation Of A Closed Feed- 
Water Heater the following general directions should be 
observed: 

Directions. — (1) The heater should be connected to the main ex- 
haust pipe as near the engine as may be practicable. 

(2) All feed-water and blow-off connections should be made with 
either box or flange unions, so that the parts can be easily taken apart for 
inspection. 

(3) A straightway valve or plug cock should be inserted in the blow-off 
pipe. 

(4) The safety valve on the feed-pipe, in the case of a water-tube 
heater, or on the heater itself, in the case of a steam-tube heater, should 
be loaded from 15 to 20 lb. per sq. in. above the boiler pressure. No 
other valve, of any kind, should be placed between the safety valve and 
heater. 

(5) The drip pipes should be of the same size as the drain orifices in 
the heater. The drip pipes should contain as few bends as possible and 
should incline downwards from the heater in all parts of their lengths. 

(6) The heater should be covered with a heat insulating material to 
prevent loss of heat by radiation. 

(7) The blow-off valve should be opened once a day to relieve the 
heater of any sediment that may have collected. 

(8) When the plant is shut down in cold weather, the heater should be 
thoroughly drained, to obviate danger of freezing. 

284. If The Safety Valve of a Closed Feed-Water Heater 
Will Not Remain Tight under the normal operating pressure 
it should be examined carefully to determine the cause. If 
the valve is of the lever type, extra weights should not be 
added to it in an effort to make it tight. Disaster may result 
from such procedure. Neither should the tension of the 
spring be increased, if it is of the spring type, unless an in- 
vestigation shows that the spring-tension is too low. If the 
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valve does not close tightly after blowing off or if it ' simmers" 
instead of blowing, it usually means that the seat or valve 
is in bad condition or that the adjusting ring is so far from 
the proper position that the valve is "out of control." 

286. To Get The Most EfEective Service From A Feed- 
Water Heater, It Must Be Cleaned at regular and frequent 
intervals. Local conditions must, in every case, determine 
the frequency of the cleanings. But in no case should the 
heater be operated longer than a month without cleaning. 

286. Live-Steam Heaters And Purifiers (Fig. 239) are 
intended, primarily, to purify the feed-water. They are 



Fla. 262.— Hoppa Liv?-Steam Purifier Inauried In Con 



installed (Fig. 252) where the feed-water contains scale- 
forming elements, as the sulphates of lime and magnesia, 
which precipitate at much higher temperatures than are 
obtainable in open exhaust-steam heaters. 

Note.— All Op The Scale-Forminq iHPintimia Dibsoi-tehi In A 
Febd-Watek May Usoally Bb Frbcifitated In A Livb-Stbam Puri- 
fier if the water ia properly pre-heated; see the author's Steam Boilers. 
The sulphates of lime and magnesia precipitate at temperatures above 
250 deg. fahr. The carbonates precipitate at a much lower temperature. 
It is claimed that 80 per cent, of the sulphates will, at a temperature of 
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250 deg. fahr., be deposited in a live-steam purifier. Also, that at a 
temperature of 300 deg. fahr., all of the sulphates will be deposited in the 
purifier. 

QUESTIONS ON DIVISION 7 

I. What are the three principal reasons why a feed-water heater should be used? 

S. Give an approximate rule for estimating the saving due to heating feed-water. 
Give an approximate rule for estimating the increase in boiler capacity due to feed- 
water heating. 

8. How does a feed-water heater protect a boiler from undue strains in the seams? 
Give an estimated value for heat strains in boiler plates caused by cold water in a 
boiler. 

4. What is an open heatert A closed heaterf An atmospheric hecUert A vacuum 
heaterf 

5. What kind of heaters are used as primary heatersf How are they connected to 
other equipment? What are the approximate temperatures in a primary heater with 
good condenser action? What condition of the condenser and cooling water makes the 
use of a primary heater advisable? 

6. What is a secondary heater? How is it connected to the primary heater. What 
are the average temperatures for an open atmospheric heater steam supply and water 
outlet? 

7. What is an induction heaterf A through heatert How is each piped? 

8. What operating condition governs the temperature of the exhaust steam available 
for use in a heater? 

t. Why is the feed-water temperature obtained with a closed heater ordinarily lower 
than that obtained with an open heater? 

10. What functions are performed by an ordinary exhaust-steam feed-water heater? 
Describe the operation of an open heater in detail. 

II. Name several scale-forming impurities that may be precipitated in an open 
heater. 

15. Why is all oil objectionable in feed- water? Why is cheap oil likely to be especially 
objectionable? 

18. What common dissolved gases are objectionable in feed water? Why? 

14. What is a VMiler-tvhe heaiert A steam^ube heaierf A parallel-current heaterf 
A counter-current heatert A aingle-fiow heatert A multifiow heaterf 
^ 15. What is a coil heatert A film heatert 

16. What advantages are claimed for spirally corrugated heater-tubes? 

17. For what classes of service are steam-tube heaters particularly adapted? Why? 

18. What is the basis of the heater horsepowert 
It. What is a double-heater installation? 

20. What are the relative advantages and disadvantages of open and closed heaters? 

21. What is a live-steam purifier? 

22. What per cent, of the exhaust steam from a non-condensing engine does a feed- 
water heater ordinarily consume in heating the feed for the engine boilers. 

28. How does the volume of an open feed- water heater affect its efficiency as a purifier? 

24. Give a few general directions for the installation of an open feed-water heater. 

28. Give a few directions for preparing an open heater for service and keeping it 
working properly. 

26. Why should an oil separator usually be installed in the steam line to an open 
heater? 

PROBLEMS ON DIVISION 7 

1. Water at a temperature of 90 deg. fahr. is available for feeding the boilers in a 
power plant. The main engine runs condensing. It develops 500 h.p. on a steam- 
consumption of 20 lb. per h.p. per hr. The steam consumption of the auxiliaries is 
about 11 per cent, of that of the main engine. If the exhaust from the auxiliaries is 
condensed in an open atmospheric heater, what will be the temperature of the feed- 
water as delivered to the boilers? 
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S. A boiler generates steam at a pressure of 150 lb. per sq. in., gage. The water which 
is fed to the boiler is preheated with exhaust steam from 60 deg. fahr. to 210 deg. fahr. 
What saving of fuel results from thus utilizing the exhaust steam? 

8. The coal consumption of a set of boilers is 5 tons per day. The feed-water is 
deUvered at a temperature of 150 deg. fahr. It is estimated that by using a quantity 
of exhaust steam which is now going to waste, the feed-water may be delivered at a tem- 
I>erature of 212 deg. fahr. The average steam pressure is 125 lb. per sq. in., gage. The 
luel costs $3.50 per ton. The plant operates 300 days per year. It will cost about 
$300 to improve the present heating equipment. The rate of interest on the invest- 
ment is 6 per cent, per annum. The assumed rate of depreciation is 6.0 per cent, per 
annum. It will probably cost $4 per month to maintain and operate the apparatus. 
What will be the probable annual net saving? 

4. A closed exhaust-steam feed-water heater is required to heat 15,000 lb. of feed 
water per hr. from 70 to 200 deg. fahr. with steam at 220 deg. fahr. The heater is to 
be of the multiflow plain brass water-tube type. What should be the area of the tubing? 

5. If an open heater heats 15,000 lb. per hr. of feed- water from 40 deg. fahr. to 205 
deg. fahr. with steam at 212 deg. fahr., what weight of steam does it condense? 



DIVISION 8 

FUEL ECONOMIZERS 

287. A Fuel Economizer (Fig. 253) is aa apparatus in which 
boiler feed-water is preheated by the combustion gases (Table 
288) which are discharged from boiler-settings. The econo- 
mizer is interposed in the path of the gases between the boiler 
and the chimney. 



Tja. 263, — An EcoDomiipr Functiona To Raue The TempcTBture Of The Feed Wttet. 
(Sturtevnnt Economiier Co.) 

288, Table Shoving The Percentage Of The Heat Of 
The Fuel Which Is Piesent In The Gases Of Combustion As 
They Leave The Boiler (Green Economizer Co.). — Column A 
is based on an air supply of 18 lb,, per pound of combustible. 
This represents average underfeed stoker operation with 
forced draft. Column B is based on an air supply of 24 lb., 
per pound of combustible. This represents average overfeed 
or natural-draft stoker operation. Column C is based on an 
air supply of 30 lb., per pound of combustible. This represents 
average operation with hand firing and natural draft. 
251 
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Flue-gas temperature 


Per cent. 


o! heat of fuel in 


flue gases 


in deg. fahr. 


A 


B 


C 


300 






12.4 


350 




12.0 


14.9 


400 




14.0 


17.4 


450 


12.2 


16.1 


20.0 


500 


13.8 


18.2 


22.6 


550 


15.4 


20 3 


25.2 


600 


17.0 


22.4 


27.8 


650 


18.6 


24.4 


30.4 


700 


20.1 


■ 26.5 




750 


21.7 






800 


23,2 







Note. — The Heat Which Is Utilized In An Ecokohizbb Does 
Not REPREeENT A Cleab Gain (Fig. 254}- To compensate for the losa 
of natural draft, which results from lowering the chimney temperature, 
it is generally necessary to install a system of artificial draft. This 



Plo. 2S*.—ChtTt Showins Loeen In Power PIsDt Operation. 

entails an extra expense for draft equipment, and for the subsequent 
operation and maintenance thereof. However, it is often profitable 
to install an economizer in a plant of greater capacity than about 500 

boiler horse power. 

289. There Are Two General Types Of Fuel Economizers: 

(1) The independent type (Figs. 255 and 256). (2) The integral 
type (Figs. 257 and 258). The first is located apart from the 
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I. 256.— An Independent Fuel-Economiioi. (Grn 
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boiler setting. Tlie second is located within the boiler setting. 
Thus, it practically forms an integral part of the boiler 
structure. 



Pia. 2,17.— High- And Low-Preaaure Eoonomiiwrii. (Kansm City Light And Power Co. J 

290. An Independent Ecoaomizer (Fig. 255) consists, 
essentially, of a double series of cast-iron headers, or mani- 
folds (Fig. 259) which are connected together by vertical 
tubes. The tubes are commonly made of cast-iron. Their 
usual dimensions are 4%6-i°- diameter and 9- to 12-ft. length. 
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The water, which is discharged by the boiler feed-pump, 
passes through the headers and tubes of the economizer before 
it enters the boiler. The hot gases, which flow from the 
boiler-setting to the chimney, pass (Figs. 260 and 261) through 
the spaces between the economizer tubes. The heat in the 
gases is thereby traosniitted to the feed-water. 



Note. — EcoNomzER-ToBBs Mat Be Arbanq&d In Either STRAianr 
Or Staooergd Rows. The Btaggered arrtuigemeDt (Fig. 261) affords 
the greater facility for heat-transfer from the gasea. The straight 
arrangement (Fig. 260) offers the least obBtniction to the draft. Thus 
the advantage of either srrangement is apparently offset by the dis- 
advantage of the other. 

291. Integral Economizers are designed to withstand either 
high pressures or low pressures. High-pressure integral econo- 
mizers are bo located (Figs. 257 and 258) as to receive the 
gases directly as they issue from contact with the boiler sur- 



STEAM POWEB PLANT AUXILIARIES 



Via. 2S9. — Coaatraotion 0[ Headen Aad Tubs 01 Sturtcvsnt EcoDamlier . 
Method 01 Remoral And RepUcias Of Tubal. 
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faces. These economizers are, therefore, built with wrought 
iron or steel tubes and drums. Low-pressure integral econo- 
mizers are so located (Fig. 257) as to receive the gases at a 
comparatively low temperature. Hence, these economizers 
are usually built, similarly to the independent type of econo- 
mizer (Sec. 289), with cast-iron tubes and headers. 

292. Certain Advantages And Disadvantages Attend The 
Use Of Cast-iron, Wrought Iron And Steel In Economizer 
Construction (Sees. 290 and 291). — Cast-iron tubes and headers 
are less susceptible to corrosion than are those which are made 
of wrought iron or steel. But the UabiUty of cast-iron tubes 
and headers to fail under the stresses of expansion and con- 
traction, and pressure is by far the greater. 

Note. — Corrosion Of Economizers may be due, internally, to an 
acid property of the feed-water. Externally it may be due to sulphurous 
acid or dilute sulphuric acid which are formed by the action of moisture 
and SO2 in the sooty deposits on the tubes. The moisture may come 
from leaky joints, or it may be due to a sweated condition of the tubes. 

Sweating Of Economizer-Tubes occurs when the temperature of the 
metal falls below the dew-point of the combustion gases. This condition 
will generally result when water at a temperature less than about 130 deg. 
fahr. is pumped through the economizer. Certain economizer manufac- 
turers recommend that the entering feed-water temperature should 
be at least 90 to 100 deg. fahr. If the available feed water is colder, a 
by-pass may be arranged to pass some hot water into the feed line. 

293. Cleanliness Of The Tube-Surfaces, Both Inside and 
Outside, Is Essential To The Effectiveness Of A Fuel Econo- 
mizer. — The soot which is mingled with combustion-gases 
adheres very readily to economizer-tubes. This is due to the 
comparatively low temperature of the tubes. Soot is an excep- 
tionally poor heat-conductor. Hence the urgent necessity for 
its removal from the tubes is apparent. 

294. Two Methods Are Available For Removing Soot From 
Economizer-Tubes : (1) Scrapping. (2) Blowing. The scrap- 
ing-method (Figs. 255 and 262) is the more commonly used. 

Explanation. — Economizer-tube scrapers (Fig. 263) are in the form of 
sleeves which encircle the tubes. These sleeves are caused to traverse 
the tubes, from end to end, by means (Figs. 255 and 262) of a geared 
mechanism. The soot, which is scraped off by the beveled edges of the 
sleeves, falls into a pit beneath the economizer. It is then removed 
17 



258 STEAM POWER PLANT AUXILIARIES [Div. 8 

through cleoa-out doora. Or, the soot may drop into a pit (Fig. 2S6) 
whence it is conveyed away through a pipe. 

Notes. — Economiieb Soot-Blowebs (Fig. 264) are of the same type 
ae thoHe which are used with water-tube boilera. These blowers are 



Fia. 262.— MectiiuiiBiD For Automntio Revensl 
OI Travel Of Soot-ScrHpen On "Gnui" Fuel- 
Eeonomiien. Bevf^-Geu Pinioni B, Aod B% 
An Loom On Shstt 8. 

described in the author's Stdam Boilebs. It is claimed that they 
remove the soot entirely from the tube-surfaces. With the use of 
sleeve-scrapers (Fig. 263) a thin, compact, film of soot may constant^ 
remain on the surfaces. 



Fin. 264. — "Oreeo" Futl-EeoDomiier Equipped With Vulcui Soot Blowera. 

Thb Powbb Extended In The Opbbation Of Ecohouizbr-Tcbb 
ScRAFERB may be approximately 1 h.p. per 1000 sq. ft of economizer 
surface. 

The Stbam-Conspmption Of A Soot^Blowino Ststbm depends upon 
the size of the system and the time-interval during which it must be used 
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to efiectually remove the Boot. A aystem consisting of six blower^inits, 
each fitted with 38 nozzlee, will consume 2600 lb. of steam during a blow- 
ing period of six minutes (Power House; July 5, 1919, p. 272). 

296. Deports Of Scale And Sediment In Economizer-Tubes 
Axe Detrimental To Economy (Fig. 265).— Where the feed- 
water contains scale- and mud-forming impurities, the econo- 
mizer should be frequently blown down. Also, the tubes 
should be washed out, as often as is necessary, with a hoae. 
Formation of hard scale may, by these means, be prevented. 



Fio. 266.— Dinjism ShDwinj Daily Average ConaumptioH Of Coal When Eoon- 
omiier Tub« Were Clean And When They Were Lined With Scale. Oisph A-A 
Shows Connimptian When Tube* Are Uned WiUi Si»le. A'-A' I> The Averase Of 
A'A. Graph B-B Reaulla When Tuba Are Clean. B'-B- le The Averaae of B-B. 

Note. — Scale Does Not Form As Readily In Economizbbs As 
In Boilkbs. This is due to the lower temperature of the water in 
economizers. The temperature is, however, usually high enough to 
cause precipitation of eedimental impurities. The comparatively-low 
velocity of the water-flow in an economizer facilitates such precipitation. 
Hence the sediment readily settles into the bottom headers, whence it 
may be blown out through the blow-oft valves. 

296. An Economizer Should Be Fitted With Instruments 
For Showing The Combustion-Gas Aad Feed-Water Tem- 
peratures (Table 301). — Thermometers should be inserted in 
the feed-water connections to the economizer, both at inlet 
and outlet. Also, a pyrometer should be inserted, at each 
end of the economizer, in the path of the combustion-^ases. 
These instruments afford a ready means for checking the 
performance of the economizer. 

Explanation. — Suppose the instruments were to show a steady 
se, above normal, of the flue^as temperature at exit from the 
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', while the temperature of the outgoing feed water steadily 
decreases. This condition would probably indicate that the heat is 
excluded, by a steadily increaaiDg coating of soot, from the tube surfaces. 

297. Infiltration Of Air Through The Setting Of An Econo- 
mizer Is Detrimental To Economy. — Coolair, passing in through 
crevices in the setting, will mingle with the current of combus- 
tion gases. The air will thereby absorb heat from the gases. 
Hence the quantity of heat delivered to the water, Bowing 
through the economizer, will be diminished. 

Note. — Leakage of air into an economizer setting may occur where the 
tubes are cleaned with scrapers. The openings through which the 
scraper-chains pass may afford ready ingress for air. This difficulty does 
□ot attend the use of blowers. 

298. Excessive Leakage Of Air Into An Economizer Setting 
May Be Detected By Observing The COs Drop Through The 
Economizer. — A drop of about 2 per cent, may reasonably be 



Ibof Waste 6b5 per Lb. of Coal 

Fia. 266.— Chart Showing The fouada Of Gaa Per Pound Ot IlliDoii Cool Cormpondiiit 
To PeroentMes Ot COi. (Pouter PImt Eninf»<riTV, Apr. 1, 1919.) 

expected. When this percentage of drop ia exceeded, the 
leakage of air ia probably excessive. 

EbiAMPLE. — The combustion-gases, passing from ft boiler, have a 
temperature of 600 deg. fahr. and contain 10 per cent, of COi as they 
enter an economizer. As they leave the economizer, due to infiltration 
of air, the gases have a temperature of 300 deg. fahr. and contain 6 per 
cent, of CO). The outside-air temperature is 70 d^. fahr. The specific 
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heat of the ^ases - 0.24. It is assumed (Fig. 266) that 1 lb. of coal 
yields 15.5 lb. of combustion gases when the COi amouots to 10 per cent., 
and 26 lb. of gases when the COj amounts to 6 per cent. What is the 
percentage of heat-loss T 

SoLunov. — The heat, above 70 deg. fakr., which is contained in the gases 
as they enter the econoraizer = (600 - 70) X 15.5 X 0.24 = 1,971.6 
B.t.u. per 16. of coal burned on the grate. The infiUralion of air amountt to 
26 — 15.5 = 10.5 (ft. per lb. of coal burned. The heat required to raiee the 
temperature of the infiUered air to 300 dcff. fakr. = (300 - 70) X 10.5 X 
0.24 = 579.6 B.t.u. per lb. of coal burned. Hence, the percentage of 
heatrlosB - (579 -f- 1971.6) X 100 = 29.4 per cent. 

299. The Draft-Pressure Drop Through An Economizer 
(Fig. 267) depends upon the arrangement (Sec. 290) of the 
economiiser-tubes, the velocity of the gases, and, perhaps, 
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'la, 209. — Di««iftin Showliii Anuige- 
it Of Forrwd Drsft And Induced Draft 

u In Connwrtion With Econoioi»er. 



upon conditions pecuhar to each installation. It may (Fig. 
268) vary from 0.15 to more than 0.3 in. of water column. 
The frictional resistance of the tubes is directly proportional 
to the length of the economizer and to the square of the 
velocity of the gases. 

Note. — Econouizeks Oeneirai.IjT Prove UNPRoriTABLE Whekb 
Chimneys Arb Ai.one Depended Upon To Create Dbaft Pressure. 
Cooling of the flue gases (Table 300) by the economizer diminishes the 
draft-producing elTectiveness of the gases. In addition to the reduction 
of natural draft, due to this cause, there is the loss of draft-pressure due 
to pushing the gases against the frictional resistance of the ei 
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The cost of the additional chimney-height, necessary to compensate for 
these deficiencies, will often more than offset the possible gain due to 
heating the feed-water. 

Artificial Draft Is Generally Used With Economizer Instal- 
lations. The draft may be either forced (Fig. 269) or induced. Sys- 
tems of artificial draft are illustrated and described in the author's 
Steam Boilers. 



300. Table Showing Height Of Water Column Due To 
Unbalanced Pressures In Chimney 100 Feet High. Tempera^ 
tures are in degrees Fahrenheit. 



Temperature 

• 


Temperature of external air. (Barometer 14.7 lb.) 


m 
chimney 


0^ 


10** 


20** 


30** 


40** 


50** 


60** 


70** 


80** 


90** 


100** 


200** 


.453 


.419 


.384 


.353 


.321 


.292 


.263 


.234 


.209 


.182 


.157 


220 


.488 


.453 


.419 


.388 


.366 


.326 


.298 


.269 


.244 


.217 


.192 


240 


.520 


.488 


.461 


.421 


.388 


.359 


.330 


.301 


.276 


.250 


.225 


260 


.555 


.628 


.484 


.463 


.420 


.392 


.363 


.334 


.309 


.282 


.257 


280 


.584 


.649 


.616 


.482 


.461 


.422 


.394 


.365 


.340 


.313 


.288 


300 


.611 


.676 


.641 


.611 


.478 


.449 


.420 


.392 


.367 


.340 


.315 


320 


.637 


.603 


.568 


.538 


.605 


.476 


.447 


.419 


.394 


.367 


.342 


340 


.662 


.638 


.593 


.663 


.630 


.601 


.472 


.443 


.419 


.392 


.367 


360 


.687 


.653 


.618 


.688 


.555 


.526 


.497 


.468 


.444 


.417 


.392 


380 


.710 


.676 


.641 


.611 


.578 


.549 


.520 


.492 


.467 


.440 


.415 


400 


.732 


.697 


.662 


.632 


.598 


.570 


.541 


.513 


.488 


.461 


.436 


420 


.763 


.718 


.684 


.653 


.620 


.591 


.563 


.634 


.509 


.482 


.467 


440 


.774 


.739 


.705 


.674 


.641 


.612 


.584 


.655 


.630 


.603 


.478 


460 


.793 


.758 


.724 


.694 


.660 


.632 


.603 


.574 


.549 


.622 


.497 


480 


.810 


.776 


.741 


.710 


.678 


.649 


.620 


.591 


.566 


.640 


.516 


600 


.829 


.791 


. 760 . 730 


.697 


.669 


.639 


.610 


.586 


.559 


.534 
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301. Table Of Actual Temperatures Obtained in Typical 
Economizer Installation {Green Economizer Co.). 



Name of plant 



Temperatures 



Of flue gases 



Entering 
econo- 
mizer, 
deg. 
fahr. 



Leaving 
econo- 
mizer, 
deg. 
fahr. 



Of water 



Entering 
econo- 
mizer, 
deg. 
fahr. 



Leaving 
econo- 
mizer, 

deg. 

fahr. 



Hollister Mining Company 

Mac Sim Bar Paper Co 

Mary Charlotte Mining Co 

Kellogg Toasted Corn Flake Co 

Louisville Water Works 

Wessniger-Gaulbert Realty Co 

Galveston Ice Company 

Gilbert Paper Com]>any 

Bemis Bros. Bag Co 

Great Northern Railway 

Portland Railway & Light Co 

Graniteville Manufacturing Co 

Arkwright Mills 

Arnold Print Works 

Blaokstone Manufacturing Co 

Champion International Co 

Granite Milb No. 1 

Hoosic Cotton Mills 

Kunhardt Com]>any 

Lancaster Mills 

Nonotuc Silk Co 

Pierce Manufacturing Co 

Stanley Works 

American Thread Co 

Lonsdale Co 

American Brass Company 

Baltic Mills 

Bridgeport Malleable Iron Co 

Lawton Mills 

Union Metallic Cartridge Co 

Waterbury Clock Company 

American Agricultural Chemical Co . 

Chelsea MUls No. 1 

Remington Salt Co 

Saratoga Victory Manufacturing Co 

Delaney & Company 

Bird & Son 

Berlin Mills Co 

Winchester Repeating Arms Co 

Hammermill Paper Co 

Imperial Steel Company 



598 
630 
500 
560 
455 
510 
500 
500 
550 
600 
475 
442 
680 
510 
436 
800 
455 
430 
550 
655 
430 
638 
700 
455 
475 
575 
475 
560 
505 
500 
550 
415 
460 
700 
315 
670 
600 
540 
553 
600 
386 



298 
418 
300 
320 
325 
325 
250 
320 
350 
420 
245 
263 
375 
280 
263 
570 
245 
275 
300 
270 
325 
434 
300 
345 
234 
425 
265 
300 
301 
350 
330 
265 
299 
500 
225 
450 
300 
217 
312 
300 
265 



202 
190 
210 
212 
164 
192 
100 
212 
180 
140 
130 
118 
120 
118 

77 
240 

82 
122 
100 
110 

36 
121 
150 
150 
101 
160 
120 
206 
140 
175 
130 

64 
160 
160 

75 
180 
130 

78 
194 
150 

95 



306 
292 
310 
306 
279 
334 
222 
310 
280 
250 
220 
230 
250 
238 
196 
332 
180 
232 
230 
230 
174 
240 
330 
270 
208 
260 
274 
325 
262 
300 
260 
245 
270 
300 
190 
310 
260 
230 
290 
270 
230 
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302. The Relative Current-Flow Of The Water And Gases 
Passing Through An Economizer may be: (1) In the same 
direction, (2) In opposite directions. The first is called a 
parallelr-flow. The second is called a contra-flow. For a 
parallel-flow (Fig. 270) the feed-water and the combustion- 
gases enter the economizer at the same end. Thus the coolest 
part of the water-current abstracts heat from the hottest part 
of the gas-current. For a contra-flow (Fig. 271) the feed- 
water and the gases enter the economizer at opposite ends. 
Thus the water is first heated by the cooler gases and later, as 
it passes on through the economizer, by the hotter gases. A 
larger transfer of heat from the gases to the water occurs with 
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Fig. 270. — Illustration Of Water 
And Gas Flow In Parallel Flow Econ- 
omizer Installation. 
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Fia. 271.— The Flow Of Water And 
Gases In Counter Flow Economizer. 



a contra-flow than with a parallel-flow. This is due to the 
minimum temperature-difference, between the water and the 
gases, being (Fig. 272) greater with a contra-flow than (Fig. 
273) with a parallel-flow. 



Explanation. — Suppose the temperatures of the combustion-gases 
and feed-water, at entrance to an economizer which is arranged for a 
parallel-flow, are, respectively, 600 deg. fahr. and 100 deg. fahr. Also, 
suppose the temperature of the gases at exit from the economizer to be 
340 deg. fahr. Then (Fig. 273), if the water is to be heated to a tempera- 
ture of 220 deg. fahr., the economizer must have about 8,000 sq. ft. of 
heating-surface. The minimum temperature difference = 340 — 220 = 
120 deg. fahr. 

Now suppose the economizer to be arranged for a contra-flow. Then 
(Fig. 272), 7,300 sq. ft. of heating-surface would suffice to produce a final 
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feed^water temperature of 220 deg. fahr,, with a gaa-temperature, ftt 
exit, ot 340 deg. fahr. The minimum temperature difference 
-340-100 "20* deg. fakr. 



oiouer When Oues And Wster Flow 
GaiKa And Water, (Poinr, Api. 22. In The Same Direction. (fnKr.Apr. 
ISIO.) 23, 191B.) 

303. The Ratio Of The Loss Of Combustion-Gas Tempera- 
ture To Gain Of Feed-Water Temperature In An Economizer 
may be found by the following formula: 

(82) X = T,, -i- T,„ = ^^ (ratio) 

Wherein X = ratio of decreafle of gas-temperature to increase 
of water-temperature. T/g = loss of gas-temperature, in 
degrees Fahrenheit. T/n, = gain of water-temperature, in 
degrees Fahrenheit. C» = aasumed specific heat of water = 
1.0. C« = assumed specific heat of combustion-gases = 0.24. 
W„ = weight of water evaporated in boiler, in pounds per 
pound of coal burned. W^ = weight of combuBtion-^ases, in 
pounds per pound of coal burned. 

ExAHPLB. — An average of 13 lb. of combiistion.gasea are produced, 
per pound of coal burned, in a, boiler-furnace. An average of 6.6 lb. 
of water, per pound of coal burned, ie evaporated in the boiler. What 
is the ratio between the gas- and water-temperature changes which occur 
in the economizer? Souttion.— By For. (82) X = T/,/T/^ =-C^Wm/ 
C,Wi, = (1 X 6.6) -^ (0.24 X 13) = 2.08. 
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Note. — The ratio-value obtained in the solution of the preceding 
example is commonly assumed to represent, approximately, ecoDomiser- 
performance in general. It is based upon the assumption that infiltra- 
tion of air through the setting (Sec. 297), and radiation of heat from 
E both reduced to a 



304. Additional Heat- 
ing-Suiface Obtained By 
Installing An Economizer 
Will Prove More Effect- 
ive, Than Would An 
Equivalent Addition Of 
Boiler Heatii^-SuTface, 
in absorbing heat from 
the combustion -gases 
which are discharged from 
a set of boilers. This is 
due to the greater temper- 

ature-difEerence between ture^°in^Aw^"ube\^i"r"coQtaiiiJ"rooo 
the water and the gases. ^- Ft. ot Heating^uriBoe. 

Explanation. — Suppose the steam-pressure in a boiler is 150 lb, per 

sq. in., gage. Then the temperature of the water in the boiler will be 

about 358 deg. fahr. Suppose the boiler heating-surface ia of such 

extent that it will lower the eombustion-gaa temperature in the last 

pass (Figs. 274 and 27S) to 500 

deg. tahr. Then the temperature- 

i difference between the inside and 

s*^ the outside of the boiler heating- 

'^^ surface = 500 - 358 - 142 deg. 

' ^ fahr. If the gases were now to flow 

s-l in contact with additional boiler 

5 K healing-surface, the rapidity ot heat- 

"^ iS -_..___... transfer from the gases to the water 

p(rCtniofEoij^f^Ti.MSPrf«.ft««ii ^quI^ (see the author's PRACTICAL 

Fio. 275— Graph Bhomn* Gas Tern- Heat) be in direct proportion tO 

peratutM In A Water-Tube Boiler Oper- this tempcrature-differcnce. But if 

■tinK At About 10 Sq. Ft. Of Rentinc the gaaes were to traverse an econ- 

Burface Per Bgiler Horae Power, (Gm omizer through which water at ISO 

ti^iT'l "h' ot'' ) ''**' " ™"'™~ deg. fahr. is behig pumped, then the 
rapidity of heat-transfer from the 
gasea to the water would be in direct proportion U> a temperature- 
difference of 500 - 150 - 350 deg. tahr. 
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305. The Least. Temperature-Difference That Can Be 
Profitably Permitted Between The Inside And The Outside 
Of Boiler Heating-Surface may be determined, approximately, 
from the chart (Fig, 276) which has been computed for average 
conditions of boiler service. From 
the temperature-difference so ob- 
I tained, the lowest flue-gaa temper- 

I ature may be computed. The 

^ maximum amount of heating- 

surface which a boiler should have, 
for given conditions of operation, 
may then (Fig. 277) be determined. 

Note.— It the heating-surface of a 
. boiler ia too extenaive, the temperature- 
differeace in the last pass will be insuf- 
D Pay Dividende. Scient to insure effective heat-tranafer. 

Example. — A set of boilera ia to deliver 
steam at a pressure of 200 lb. per sq. in. The daily period of operation 
is to be 12 hr. Coal will cost i3 per ton. What is the maximum 
amount of heating aurface, consistent with economical performance, 
which each boiler ahould have? 
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Solution. — For a 12-hr. daily run, with coal at S3 per ton, the least 
temperature-difference, consistent with profitable operation of the boiler, 
is. (Fig. 276) 200 deg. fahr. The temperature of Bteam at a pressure of 
200 lb. per sq. in., gage, is about 388 deg. fahr. Hence, the hwett tew 
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perature of the c07nb%ufion~gaees would be (200 + 388) = 588 deg. fakr. 
The permiagible extent of healingsuTface is, therefore, (Fig. 277) about 5.5 
sq. ft. per boiler A. p. 

306. The Least Temperature-Differeace That Can Be 
Profitably Permitted Between The Inside And The Outside 
Of Economizer Heating-Surface may be determined, ap- 
proximately, from the chart (Fig. 278) which has been com- 
puted for different conditions of 

economizer service. Local con- 
ditions, peculiar to individual 
plants may, however, sonaetimes 
affect the accuracy of the deter- 
minations. 

ExAUPLE. — A contr&-flow economizer 

(FiK. 271) is to be inatalled in coaoection 
with the aet of boilers mentioned (Sec. 
305) in the preceding example. Tlie tem- 
perature of the feed-water, at entraDce to 
the economizer, is to be 150 deg. fahr. 
The temperature of the entering gases is 
588 deg. fahr. What should be the least 
temperature, conaiHtent with economy, t^o.) 
of the gases issuing from the economizer? 

SoLDTiON. — For a 12-hr. daily run, with coal at (3 per ton, the least 
temperature-difference, consistent with profitable operation of the econo- 
mizer, is (Fig. 278) 90 deg. fahr. Hence, the erit-temperal'ure of the 
gaaee ehouid le (80 + 150) = 240 deg. fahr. 

307. The Ratio Of Economizer Heating-Suiface In Square 
Feet To Boiler-Horsepower usually ranges from about 4 : 1 
to 8:1. An extent of heating-surface, for the economizer in 
the above example, which would give a mean between these 
ratios, would probably cool the gases from the entering tem- 
perature of 588 deg. fahr. to the requisite 240 deg. fahr. at 
exit. 

Example. — The Commonwealth Edieon Co., Fisk St. Station has a 
nominal boiler horse power of 1,225 per unit and an economizer surface 
of 8,500sq. ft. per unit, or a ratio of (8,500 ■*- 1,225) = approximately 7.1. 

308. The Rate Of Heat-Transfer Between The Combustion- 
Gases And The Water In An Economizer is mainly conditional 
upon the rate of the gas-flow through the economizer. It may 
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range from about 1.5 to 5.5 B.t.u. per hr. per sq. ft. of heating 
surface per deg* of temperature-difference between the gases 
and the water. An average figure for the rate of heat transfer 
in good modern economizer installations is about 4.3 B.t.u. 
per hr. per sq. ft. per degree difference in temperature. It is 
assumed in this statement, that the heating-surface is clean, 
and that there is no air infiltration through the setting. It is 
also presumed that the flow-velocity of the water is uniform 
for various rates of heat-transfer. 

Note. — The minimum rate of heat-transfer, noted above, may occur 
with a gas-flow of about 1,300 lb. per hr. per sq. ft. of heatingnsurface. 
The maximum rate may occur with a unit gas-flow of about 5,000 lb. 
per hr. per sq. ft. of heating-surface. Intermediate rates of heat-transfer 
and gas-flow would be approximately proportional to these values. 

Example . — ^An economizer is required to raise the temperature of 75,000 
lb. of water per hr. through 15 deg. fahr. The average temperature- 
difference between the combustion-gases and the water is assumed to be 
200 deg. fahr. The rate of heat-transfer is assumed to be 4 B.t.u. per 
hr. per sq. ft. of heating-surface per deg. of temperature-difference be- 
tween the gases and the water. The assumed specific heat of the water = 
1.0. What is the requisite area of heating-surface? 

Solution. — The hourly transfer of heat per sq, ft, of heating surface = 
(4 X 200) = 800 BdM, For a temperature-rise of 15 deg. fahr., each 
pound of water must absorb (15 X 1.0) = 15 Bd,u, Therefore, the 
requisite heating-area = (75,000 X 16) -^ 800 = 1,406 sq. ft. 

309. The Percentage Of Fuel-Saving Due To Economizer- 
Service (Fig. 279) may be computed by the following formula: 

(83) ^ A?"^^\" ^t^, (percent.) 

Wherein X = per cent, of saving. T%o ^- the temperature 
of the feed-water at exit from the economizer, in degrees 
Fahrenheit. T/u, = the temperature of the feed-water at 
entrance to the economizer, in degrees Fahrenheit. H = 
the total heat in the steam, above 32 deg. fahr., in B.t.u. per 
pound. 

Example. — The temperature of the feed-water entering an economizer 
is 160 deg. fahr. The exit-temperature of the water is 305 deg. fahr. 
The boiler-pressure is 200 lb. per sq. in., gage. What is the percentage 
of fuel-saving, due to the economizer service? 



Sec. 310] FUEL ECONOMIZERS 271 

SoLimoN. — The total heat in steam at 300 lb. pressure per sq. in., 
gage, as given in the st«am tables = '1199.2 BXn. per R>. By For. (83): 

X - ioo(r/, - r;»)/i{fl + 32) - tU - 100 x {305 - leo) ■;■ 

[(1199.2 + 32) - 160] = 13.5 per cent. 

Note. — It is commonly assumed that an economizer will effect a 
fuel-saving of approximately 1 per cent, for each 11-deg. fabr. rise in the 
feed-water temperature. The saving may amount to 25 per cent. 

ExAUPLG. — A 2,000-horBe power boiler plant runs 10 hours per day and 
300 da3^ per year. The coal-consumption is 4.6 lb, per h.p. per hr. The 
coal costs $4 per ton. It is assumed that, with economizer-service, 13 
per cent, of the fuel would be saved. An economizer-instAllation would 



cost $9,600. The annual cost of economizer-operation, -depreciation 
and -repairs would be 16 per cent, of the cost of installation. What 
would be the monetary value of the net yearly fuel-eaving, due to the 
economizer-service? What percentage of the cost of the economizer- 
installation would the annual saving represent? 

Soi.anon.— The annual expente for fud = 1(2,000 X 4.6 X 10 X 300) 
+ 2,0001 X 4 = (55,200. The protpecHve onnW coat of economizer 
operalKm, depredation and repairs = 9,500 X 15 -i- 100 = $1,426. 
Hence, tke proepecHtie net annual saving witk economizerservite •= (55,200 
X 13 -r 100) - 1,425 = J5,751. This represents (5,751 -=■ 9,500) X 
100 = 60.5 per cent, of the cost of the eeonomizer^nstallation. 

310. The locrease Of Steam-Geneiating Efficiency, Due 
To Economizer-Service may vary, according to local condi- 
tions, as follows. 
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Example. — When the boilers are run slightly above their rated 
capacity, and the heating-surface of the economizer is approximately 
equal to 60 per cent, of that of the boilers, the eflBciency-increase may 
be about 6 per cent. When the boilers arie run at about their rated 
capacity, with the combustion-gases entering the economizer at a 
temperature of 500 deg. fahr., and with the usual flow-velocity, the 
efficiency increase may be about 5 per cent. 

Example. — When the inherent economy of the boilers is good, due to 
excellence of design, both of boilers and settings, and the boilers are run 
at 200 per cent, of their rated capacity, the efficiency-increase may be 
10 per cent. This percentage of increase is based on a temperature of 
600 deg. fahr. and a flow-velocity of from 1,800 to 2,000 ft. per min. for 
the gases entering the economizer. Also, the economizer heating-surface 
is presumed to equal 70 per cent, of the boiler heating-surface. 

Example. — When the inherent economy of the boilers is poor, due to 
defective design, both of boilers and settings, and the boilers are run at 
less than their rated capacity, the efficiency-increase may be nil; there 
may, under such conditions, be an actual decrease in overall efficiency. 

311. The Principal Advantages Of Economizer Service are : 
(1) FueUsaving, The saving may amount to from 5 to over 
18 per cent. (2) Increased boiler-efficiency. Where the boilers 
are operated at over 200 per cent, of their nominal rating, and 
the supply of exhaust steam for heating the feed-water is scant, 
due to the auxiliaries being electrically driven, the increase of 
eflSciency may be considerable. (3) Diminished contraction 
stresses in steam boilers. This results from the high feed-water 
temperature which is attainable with the economizer. (4) 
Increased flexibility of boiler operation. This results from the 
storage-space which the economizer affords. The large quan- 
tity of hot water in the economizer is instantly available for 
use in the event of a sudden overload. 

312. The Principal Disadvantages Of Economizer Service 
are: (1) Expense for installaiion. (2) Expense for maintenance. 
This comprises, mainly, the costs of repairing and operating 
(Sec. 294) the soot-scrapers or blowers. (3) Diminished 
overall efficiency of the plant. This may occur where the draft 
is insuflBcient for economizer operation, or where the boilers 
are operated below their nominal ratings. (4) Bulkiness of the 
requisite equipment. An economizer, and its appurtenances, 
as a motor- or engine-driven draft-fan, requires large floor 
space. If the economizer is erected overhead, much altera- 
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tion of piping and structural details will generally be neces- 
sary to make room for the equipment. 

313. The Conditions Which Usually Determine Whether Or 
Not Economizer Should Be Installed are chiefly as follows: 

(1) The total horse power of the plant (Sec. 309). 

(2) The flue-ga& temperature. Where the temperature is above pos- 
sibly 450 to 550 deg. fahr., profit may result from using an economizer. 
The higher the temperature, the greater the saving. The flue gases 
should not be cooled below 250 deg. fahr. because the vapor in the gases 
will be condensed on the economizer tubesi especially near the exit. 
This will cause soot to adhere to the surfaces of the tubes. K the coal is 
high in sulphur content, the condensed moisture may collect sulphur 
dioxide from the gases and dilute sulphuric acid result. This corrodes 
the tubes (Sec. 292). 

(3) The boiler pressure. When the pressure is 250 lb. per sq. in., or 
over, an economizer is practically indispensable. 

(4) The character of the load. If the plant is heavily overloaded, either 
steadily or intermittently, there may be need for an economizer. Gener- 
ally a substantial saving may be reaUzed when boilers are operated well 
above their ratings for a large proportion of the time. 

(5) The feed-water temperature. Increased economy may result from 
the high temperature which may be obtained with an economizer. A 
great saving should result in plants running condensing when motor- 
driven auxiliaries are employed. Under these conditions there is usu- 
ally insuflScient exhaust steam to heat the feed-water. The economizer 
should deliver the water at a much higher temperature — much higher 
than 210 deg. fahr. which is usually the limit for exhaust steam heaters. 
The wider the range over which the economizer heats the water, usually 
the greater is the saving. 

(6) The quantity of exhaust-steam available for heating. When feed- 
water heaters are installed and plenty of exhaust steam is available, 
which would be lost if not used in the heater, an economizer may not 
show any considerable saving. 

(7) The quality of the feed water. If the water contains impurities 
which will form scale in an economizer, then an economizer may prove 
undesirable. 

(8) The available means for supplying sufficient draft, and the cost 
thereof. Lack of building space might necessitate erection of a tall 
chimney. Otherwise, an artificial draft equipment may be necessary. 
The cost of a tall chimney might be prohibitive. Likewise, the expendi- 
ture of from 1 to 4 per cent, of the total power output for driving the 
draft equipment (see author's Steam Boilers) might be prohibitive. 

(9) The initial cost of the economizer. When economizers are required 
to sustain pressures greater than 250 lb. per sq. in., their cost increases 
rapidly with the pressure. 

18 
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(10) The price of coed. When the price of coal is high there is more 
saving than when it is cheap, unless the cost of the economizer and its 
operation also are high in the same proportion. 

314. Economizers Should Be Inspected Periodically. 

There should be a monthly overall detail inspection. Certain 
elements may require more frequent attention. Inspection 
should cover the following details: 

(1) The external surfaces. Leaks and soot-deposits should be looked 
for. Soot should be removed. Leaks should be stopped. They cause 
corrosion and tend to produce soot- and rust-scale on the tubes. 

(2) The internal surfaces, A scale-forming tendency (Sec. 295) in 
the tubes should be looked for. If such exists, the economizer should be 
opened as frequently as practicable and the tubes washed with a hose. 

(3) The safety-valve. Corrosion between the valve and seat should be 
looked for. Also, the valve mechanism should be tested for freedom of 
movement. 

(4) The blow-off valves. The valve discs should be examined. Like- 
wise the packing of the stems. If the packing is dry and hard, the stems 
should be repacked. The stems should work freely. 

(5) The flange-joints. Leaking joints should be repacked. Also, any 
straining effect on the joints, due to restraint of expansion and contrac- 
tion in the pipe-lines, should be rectified. 

(6) The soot-scrapers or blotvers. The distance traveled by the scrapers 
should be noted. It should be the full length of the tubes. The blower- 
nozzles should be examined. If the nozzle-orifices have been enlarged 
by erosion, the nozzles should be renewed. 

(7) The gearing and reversing-mechanism of the soot-scrapers. Broken 
gear-teeth should be looked for. The security of bolts, pins and cotters 
should be tested. The lubrication of the bearings should be noted. 

(8) The dampers. The devices for damper-adjustment should be 
tested. 

(9) The setting. Search should be made for cracks in the masonry. 
Leakage of air around door-frames should be looked for. Suspected 
places may be tested by applying the flame of a candle or torch, with the 
stack damper open. 

(10) The soot-pits or chambers. These should be entirely emptied of 
their contents as frequently as is necessary. 

(11) The thermometers. The accuracy of the instruments should be 
noted. 

Note. — Examinations For Evidences Of Pitting On The Interior 
Surfaces Of Economizers (see the author's Steam Boilers) should be 
made annually. Facility in making these inspections may sometimes 
necessitate a partial disassembling of the economizer sections. 
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315. The Cost Of An Economizer And Its Installation is 
usually computed on the ratio of the economizer heating- 
surface to the boiler horse power. When this ratio is 5 :1 the 
cost, prior to the Great War, was about $6 per boiler horse 
power. When the ratio is 4.8:1, the prewar cost, for plants 
containing 1000 boiler horse power, or more, was about $5.50 
per boiler horse power. Otherwise, the cost, regardless of 
either the size of the installation or the ratio mentioned above, 
may be based directly on the extent of economizer heating- 
surface. On this basis, a prewar cost of $1.20 per sq. ft. was 
usually assiuned. Power Plant Engineering, Apr. 1, 1920, 
states that cost, including fan, motors, etc., will now average 
about $4 per sq. ft. of economizer surface. 

QUESTIONS ON DIVISION 8 

1. What is the function of a fuel-economizer? 

5. Describe an independent fuel-economizer. An integral fuel-economizer. 

8. What materials are used in economizer construction? What are the relative 
advantages and disadvantages of these materials? 

4. What detrimental effects may result from coatings of soot on economizer surfaces? 

6. In what manner do sedimental deposits in economizer-tubes affect the economy 
of the apparatus? 

6. What physical injury may result from impurities in the water pumped through 
an economizer? 

7. Describe the operation of economizer tube scrapers. 

8. How may mineral substances in the feed-water be prevented from forming scale 
in economizer-tubes? 

9. Why does not hard scale form as readily in an economizer as in a boiler? 

10. Explain the ill-effects of air-infiltration through an economizer-setting. 

11. How may air-infiltration through an economizer-setting be detected? 

18. How does air-infiltration affect the quality of the combustion-gases in an econo- 
mizer? What may be regarded as a reasonable drop in the percentage of CO2 in the 
gases? 

18. If a boiler plant is being operated with natural draft, what would be the probable 
effect on the draft if an economizer were installed? 

14. What is the usual method of supplying draft for boiler plants which are equipped 
with economizers? 

16. Enumerate the principal advantages of economizer service. The principal 
disadvantages. 

16. Enumerate the conditions of boiler-service which chiefly determine the advis- 
ability of installing an economizer. 

17. Enumerate the structural details and service-conditions toward which economiz- 
er-inspections should be particularly directed. 

18. Explain why economizer heating-surface is more effective in absorbing heat from 
the combustion-gases leaving a boiler than an extension of boiler heating-surface would 
be. 

19. What is a contra flow in an economizer installation? A parallel flowf Which is 
the more effective? 

SO. What is the average ratio, in economizer operation in general, of the drop of 
oombustion-gas temperature to the rise of feed-water temperature? Give some ex- 
amples, approximating this ratio, as observed in typical economizer-installationa. 
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21. What service-condition mainly determines the extent of economizer heating- 
surface that can be profitably used? 

22. Upon what service-condition is the rate of heat-transfer in an economizer mainly 
contingent? 

23. What percentages of increase of steam-making efficiency, for various conditions of 
boiler-service, may ordinarily be anticipated from economizer-service? 

PROBLEMS ON DIVISION 8 

1. The combustion-gases leaving a boiler have a temperature of 550 deg. fahr. and a 
CDs content of 12 per cent. On account of leakage of air through the setting, the gasra 
leaving the economizer have a temperature of 250 deg. fahr. and a COi content of 8 per 
cent. The specific heat of the gases >= 0.24. What percentage of the heat is lost when 
the temperature of the outside air is 50 deg. fahr. ? 

2. For each 15 lb. of combustion-gases flowing through an economizer there is a 
corresponding water-flow of 8 lb. What should be the ratio of the decrease of combus- 
tion-gas temperature to the increase of feed- water temperature? 

8. A boiler is to deliver steam at a pressure of 175 lb. per sq. in., gage. The tempera- 
ture of steam at this pressure = 377.5 deg. fahr. The boiler will be run 24 hr. per day. 
Coal will cost $3.00 i>er ton. How much heating-surface, per boiler horsepower, 
should the boiler have in order that it may be operated economically? 

4. It is assumed that an economizer is to be installed in connection with the boiler 
mentioned in Problem 3. It is also assumed that the feed-water will enter the economiz- 
er at a temperature of 200 deg. fahr. What should be the least temperature, consistent 
with economical operation, of the combustion gases at exit from the economizer? 

5. The average temperature-difference between the feed-water and the combustion- 
gases in an economizer is assumed to be 300 deg. fahr. The economizer is required to 
raise the temperature of 50,000 lb. of water per hour through 50 deg. fahr. The rate of 
heat transfer is assumed to be 5.5 B.t.u. per hr. per sq. ft. of heating surface per degree 
of temperature-difference between the gases and the water. The assumed specific heat 
of the water = 1.0. What should be the area of the economizer heating-surface? 

6. The temperature of the water entering an economizer is 110 deg. fahr. The 
temperature of the water at exit is 250 deg. fahr. The boiler-pressure is 175 lb. per sq. 
in., gage. The total heat, above 32 deg. fahr., in steam at this pressure » 1197.3 B.t.u. 
per lb. What is the percentage of fuel-saving? 

7. A 2400-horse power boiler plant runs 24 hr. per day and 300 days per year. The 
coal-consumption is 4.3 lb. per h.p. per hr. The coal costs $4.25 per ton. It would 
cost $12,000 to install an economizer in this plant. The annual cost of operation, 
maintenance and depreciation would amount to 15 per cent, of the cost of installation. 
Assuming that the economizer would effect a fuel-saving of 12.3 per cent., what would 
be the monetary value of the saving per year? 
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STEAM CONDENSERS 



316. A Steam Condenser As Used In Connection With A 
Steam Engine is a device for reducing exhaust steam to water. 
The purpose of a condenser is to increase the power which is 
developed by an engine from a given quantity of steam; or, 
conversely, to decrease its steam consumption for a given 
power output. 

Note. — A Gondbnseb Incbeasbs Engine Economy By Creating A 
Partial Vacuum in a container into which the engine discharges its 
exhaust steam. The method of creating the vacuum is to cool the ex- 
haust steam sufficiently so that 
it will condense to water, which 
occupies very much less space. 
The effect of the partial vacuum 
thus created is to give the engine 
10 to 15 lb. per sq. in. more work- 
ing pressure without any in- 
crease in boiler pressure or 
material increase in fuel con- 
sumed. Greater working pres- 
sure with a given quantity of 
steam results in greater power 
output. 




317. How A Condenser 
Increases The Working 
Pressure of a steam cyl- 
inder may be demonstrated 

, , T?' OQA U 4. ^^°' ^^' — Showing The Effect Of Vacuiun 

tnUS: i^lg. J50 snows two Produced By Condensation On The Working 

elementary steam CvlinderS Pressure of a steam Piston Having An Area 
J J u • X Of 1 Sq. In. 

surrounded by air at nor- 
mal atmospheric pressure. This pressure is equal to about 14.7 
lb. per sq. in. at sea level. That is, any object exposed to the 
air at sea level has 14.7-lb.-per-sq.-in. pressure exerted on it 
from all directions. Assume that a pressure of 100 lb. per sq. 

277 
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in. as indicated by a steam gage, is exerted on the under side of 
a piston, A, of one square inch area. Then the piston will 
have a Ufting force of 100 lb. There is really 114,7 lb. pressure 
pushing on the under side and 14.7 lb, on the upper, but only 
the difference, 100 lb. is effective, . But, suppose the space 
above piston, B, which has the same area, is first filled with 
steam and then condensed (assuming that it will condense 
completely). Then there will be no pressure on the upper 
side of the piston and the whole 114,7 lb. on the lower side 
becomes effective. The piston then has a lifting force of 
114.7 lb. Thus, by condensing the steam above the piston in 
B its lifting force is increased by 14.7 lb. 

318. Power Was Developed By Condensation in Primitive 
Steam Engines. — The primitive engine of Newcomen shown in 

Fig. 281 works entirely by con- 
densation. 

Explanation. — On the upstroke 
ateam, at & little above atmoBpheric 
pressure, flows into the cylinder, C, 
through the valve, /, and is then 
condensed by a jet of cold water, 5, 
admitted at Y. The partial vacuum 
thus created allows the atmospheric 
pressure above to force the piston, 
P, down so that power is developed 
on the downstroke. The condensed 
steam and condensing-water are 
drained out through valve, 0, while 
the piston is on the upstroke. A 
Fio. 3B1.— Nsweomen', Conden«tion ,^eight, W, counterbalances the piston 

Enfine. (Year 1763.) , . a. i a j »r 

and IS connected to a pump rod, H, 
which does the work of the engine. By alternately admitting steam 
into C and condensing it therein, rod, H, is forced to move up and down 
and thereby pump water. 

319. An Improvement Of Hewcomen's Ei^ine Was Made 
By Watt (Fig. 282) who condensed the steam in a separate 
chamber or condenser, D, with a jet of cold water. The chief 
advantage of this arrangement over the former is that in this 
the cylinder remains hot and the condenser cold so that neither 
has to be alternately heated and cooled, as with Newcomen's 
arrangement. Watt then made his engine double-acting 
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(Fig. 283) and operated the valves, /, J, and Q, by a 
system of levers. The condenser, D, then acted continuously 
and the condensed water had to be pumped out of the conden- 
ser. Small amounts of air also accumulated in the condenser 
and were pumped out. . 



320. How The Condenser Saves Steam may be shown by 
either of two methods: (1) By comparing the thermal effir- 
ciency of condensing and non-condensing operation (Sec. 321). 
(2) By computing the ratio of mean effective preasuTes for con- 
densing and non-condensing operation (Sec. 322). The first 
method is based on the work done by the steam in expanding 
and is therefore, not accurately applicable to those slide-valve 
and similar engines in which the expansion is either zero or 
small. The ideal conditions which this method assumes are 
approached in the compound Corliss engine and the steam 
turbine. The second method gives a fair estimate of the actual 
power increase effected by the condenser except that the power 
required by the condenser auxiliaries must be deducted. 

Note. — The relation of the power developed by a eondensing engine 
to that by a corresponding non-condensing engine ia ahown in Fig. 284. 
The area DCFE vepresenta the increase in power due to the condenser. 
This may be compared to the power developed by the primitive con- 
densation engine (E%. 281). The area GABCD repreaenta the power 
developed by the engine when operating non-cosdensing. The modem 
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CondenBing engine developa the sum of these amounte of power from the 
same quantity of steam, aa represented by the total area QABEF. 



Fio. 884— TheoKtioal 1 
Non-CondenBiiK Operatic 
DperatiOD —33 per cent.) 



Ltnfffl? Of Stmlrt- 

ireticol Indicator Cuds Showinf Differc 



When steam is used expansively {aa indicated by the curved expansion 
line AB) a given difference in pressure below the atmospheric line 
(such as Pt, Fig. 284) represents much more power than a similar differ- 
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ence in pressure above the boiler pressure, P4. In other words, 13 lb. per 
sq.in. of vacuum in a condenser increases the power of a good engine much 
more than 13 lb. per sq. in. more boiler pressure. 

Note. — The areas in the indicator cards (Figs. 284 and 285) represent 
energy or work delivered during one stroke of an engine but, assuming 
a constant engine speed, they also represent the proportional power 
developed. 

321. The Increase In Thermal Efficiency Effected By A 
Condenser may be estimated by the steam temperature 
relations. The greatest possible thermal eflBciency of any 
heat engine is represented by the equation: 

(84) E, = ^^ ~ ^^ (decimal) 

The efficiency which this formula gives may be approximated 
by an actual engine but can never be attained. It might be 
attained only by an ideally-perfect engine. (See the author's 
Practical Heat) Wherein: E< = the greatest possible ther- 
mal eflBciency of any heat engine. Ti = the absolute tempera- 
ture at which the steam is admitted. T2 = the absolute 
temperature at which the steam is exhausted. Absolute 
temperature =4Q0 deg, + the temperature in deg, fahr. 

Example. — Assume an engine using saturated steam at 115 lb. per 
sq. in. abs. As shown by a steam table this steam has a temperature of 
338 deg. fahr. or 338 + 460 = 798 deg. fahr. abs. It exhausts, when 
running non-condensing, at a pressure of 16 lb. per sq. in. abs.; and, 
when running condensing at 2 lb. per sq. in. abs. These pressures, as 
shown by a steam table, correspond to 676 and 586 deg. abs. respectively. 
Hence, by For. (84), the ideal efficiency non-condensing is: E* = (Ti — 
T2)/Ti = (798 - 676) /798 = 15.3 per cent. The ideal efficiency con- 
densing = Et = (798 - 586) /798 = 26.6 per cent. 

322. The Theoretical Saving In Power Due To The Use Of 
A Condenser may be computed by the following formula: 

(85) Saving = 3fjL^ (per cent.) 

Wherein: Phmv = the vacuum obtained in the condenser, in 
inches of mercury. Pm = the mean effective pressure of the 
engine running non-condensing, in lb. per sq. in. 

Note. — The saving is much more than proportional to the increase in 
working pressure of the engine. That is (Fig. 284) the saving is propor- 
tional to Pi -r Pz not to Pa -^ Pi. The mean effective pressure is found 
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in practice by measuring the area of an actual indicator diagram with a 
planimeter and dividing this area by the length of the diagram. If this 
value (repreaentcd by Pj, Fig. 284) is multiplied by the constant of the 
Bpring used, (for instance 80 for an 80-lb. spring) the mean effective pree- 
Bure in pounds per square inch, Pm, For. (85), will be obtained. The 
pressure difference due to the condenser (Pi, Fig. 284) applies evenly 
throughout the stroke and so the vacuum obtained in the condenser 
may be taken as proportional to Pj if reduced also to pounds per square 
inch. The vacuum expressed in inches of mercury may be reduced to 
pounds per square inch by dividing by 2.03. The saving, then = 

(86) 100 X £-; - 100 X p/^'l^ - ^f^ (P" rat.) 

Example. — The boiler pres- 
sure of an engine is 100 lb. per 

§ sq. in. gage and the mean effec- 

X tive pressure of the engine run- 

jl ning non-condenaing is 44.6 .lb. 

fc persq. in. What theoretical sav- 

^ ing will result from condensing 

! operation in a 26 in. vacuum? 

S Solution.— By For. (85), the 

.^ tavitig = 49 P^^/Pm = 49 X 

fc 26/44.6, 28.6 per cent. 

* NoTB. — Fig. 285 shows the 

£ effect of the condenser on en- 

2 gine economy keeping the 

*■ amount of power developed 

" constant, instead of keeping 

*) the amount of steam used con- 

' stant as on Fig. 284. 

£ 323. The Steam Saving 

, Due To A Condenser On 

The Basis Of Decreased 

pia. 286.— Diinnim showin. The 8t«m Back Pressuie may be de- 

ConminptionOfAPerfedtSteamEiniiiBWIi™ termined Veiy cloBclv by 

ReoeivtnB Steam At Different Pr««ure« And , ■ .1 t 

Eihaiuting Againet Ditferent Baolt PreoaureB. the USe 01 & Suitable graph 

(Note bad effect of higb back pr«.u». The (Fig. 2861. FlTBt the DOD- 

etesmsonsumptioD of actual eDcinee is affected ^ , .' 

in about the eame proportion.) (HarriBon COndCD Sing Steam CODSUmp- 

safeiy Boiler Work. Catalog.) ^[qj^ jg determined ffoin the 

graph, which gives values for an ideal engine. Similarly the 
ideal condensing consumption is determined. Then the ratio 
of these values is appUed to the actual steam consumption 
considered. 
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Example. — Consider an engine working at 100 lb. per aq. in. aba. with 
1 lb. per Bg. in. gage back pressure, consuming 2S lb. of steam per h.p. 
hr. How much steam will it use if operated condensing with a 26 in. 

SomTiON, — Locate ordinate A (Fig. 286) corresponding to 100 lb. per 
aq. in. abs. od the lower scale and on this ordinate, find B and C corre- 
sponding to 1 lb. gage per sq. in. and 26 in. of vacuum. The correspond- 
ing ideal consumptions are about 19 and 10 lb. per h.p. hr. That is, the 
ideal condensing consumption is 10/19 of the ideal non-condensing con- 
sumption. But the engine actually consumes 25 lb. per h.p. hr. when 
discharging against a 1 lb. per sq. in. back pressure. Hence, the actual 
amtumpHon at 26 in. vacnitm = 25 X 10/19 - 13.2 lb. per h.p. hr. 

324. The Function Of A Condenser Air-Pump (P, Fig. 287) 
is to produce and maintain a vacuum in the condenser by 
removing the air which enters with the exhaust steam. The 
air may leak into the exhaust system in various ways, as 
through imperfectly-packed pipe-joints and stuffing-boxes. 
Also, it may pass into the 
boilers with the feedwater, 
and thence become entrained 
with the steam-Bupply to the 
engine. Air if permitted to 
collect in the condenser 
would obviously prevent the 
production of an effective 



Explanation. — Imagine a 
closed vessel to contain a perfect ^o- 287.— Disgram Of EleineDUr]> Jet 
v«u«», «,d that .quantity ot ^^J^ofSrwSA.d ISr S 

steam, unmixed with aa or the basis of m* pound ol Bteam.) 

non-condensible vapors, be ad- 
mitted thereto. Then, if the steam be cooled to a temperature of 
110 deg. fahr., the absolute pressure in the coudenser (Table 345) 
due to the presence of the still uncondensed water vapor would be 2.6 
in. of mercury. Or, referred to a 30-in. barometer a partial vacuum of 
30.0 - 2.6 - 27.4 in. of mercury would result. But if ajr had been 
mixed with the steam that was admitted to the vessel, then the air of 
itself would exert a pressure in addition to that due to the water 
vapor and would decrease the vacuum which would otherwise obtain. 
Hence, with air in the condenser, a partial vacuum of 27.4 in. of mereury 
could not result from condensation of the steam. The degree of v. 
actually obtainable would depend upon the quantity of air present. 
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326, The Power Required To Remove The Air And Water 
From A Condenser is, as will be shown, relatively small (Fig. 
287) compared to the power developed by the condenser: 
First estimate the power developed by 1 lb. of steam in a 
condenser under typical conditions. One pound of steam at 
an absolute pressure of 2.7 lb. per sq. in. occupies about 135 
cu, ft. The theoretical work done by the engine due to 
condensation with a vacuum of 12 lb. per sq. in., which cor- 
responds to about 2.7 lb. per sq. in. abs. then, = 135 X 144 
X 12 = 233,000 /(. H>8. for each pound of 
steam condensed. If 126 lb. {a rather-high 
value) of water are required to condense 
the 1 lb. of steam, the volume of water to 
be pumped out is, since there are 63 lb. of 
water in 1 cu. ft., 2 cu. ft. The theoretical 
work done by pump C in pumping out the 
water therefore, = 2 X 144 X 12 = 3,450 
ft. lb. for each pound of steam. If the 
volume of the air at condenser pressure is 
60 per cent, of that of the water, the work 
required to remove it, = 1.2 X 144 X 12 = 
2,070 ft. lb. for each pound of steam. The 
theoretical power required to remove 
the air and water, then, = 100 (3,450 + 
2,070) /233,000 = 2.4 per cent. In lai^ 
plants the actual steam required to drive 
the condenser auxiliaries, when they are 
steam driven, amounts to about 1 to 3 per 
cent, of that required by the main engine. 
FiQ 288— mhcuit 3^- *^*8*s for Measurfng Condenser 
Vacuum Gag* whi*h Vacuum are of two principal types: (1) 
Me^r ^° a'h d" i'p ^ou^^^^ ^wfrc vocuum gages. (2) Mercury 
Pounds Per Squftie vocuuvi Qogss, Or manometers. Both types 
^'"^- usually read in inches of mercury. The 

principle of the mercury vacuum gage (Fig. 288) is similar 
to that of the barometer (See the author's Practical Heat). 
The barometer has practically zero pressure above the mer- 
cury while with the vacuum g^e the pressure to be measured 
is above the mercury. 
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Note. — Vacuum gages of both the Bourdon-tube and the mercury 
types indicate the difference in pressure between the condenser and the 
outside air; and not the absolute pressure. Therefore the absolute pres- 
sure will be different for a given vacuum gage reading under different 
weather conditions and at different altitudes. When the barometer is 
low, a condenser will, for given cooling-water supply, efficiency and other 
conditions; give less vacuum (but the same absolute pressure) than when 
the barometric pressure is high. 

327. The Absolute Pressure In A Condenser May Be 
Computed From The Reading Of The Vacuum Gage by 

applying the following formula: 

(87) Pa = — "^ OM — ^ (pounds per sq. in.) 

Wherein: Pa = the absolute condenser pressure, in pounds 
per square inch. Phmb = the barometer reading, in inches of 
mercury. Phmv = the vacuum-gage reading, in inches of 
mercury. 2.03 = the height, in inches, of a mercury column 
which exerts a pressure of 1 lb. per sq. in. 

Note. — If the barometer reading is corrected for temperature, the 
vacuum gage reading should be corrected for temperature also. If both 
vacuum gage and barometer use mercury columns referred to brass scales 
the error due to neglecting temperature in this formula will not be appre- 
ciable. 

Example. — A condenser vacuum-gage reads 26 in. while the barometer 
reads 29.4 in. What is the absolute condenser pressure? What is the 
degree of vacuum, as a per cent, of that which is theoretically possible? 

Solution.— By For. (87), Pa = (Phmb - Phmv) /2m = (29.4 - 26) -h 
2.03 = IS7 Ih. per sq. in. The degree ofvacuuvij as referred to that which 
is theoretically possible in this case = (26 -5- 29.4) X 100 = 88.4 per cent. 

328. The Most Profitable Average Degree Of Vacuum In 
Condenser Service is approximately as follows: (1) For 
reciprocating engines, about 88 per cent, of the barometer reading. 
This corresponds to about 26.5 in. of mercury column. (2) 
For turbines about 95 per cent of the barometer reading. This 
corresponds to about 28.5 in. of mercury column. 

Note. — In Ordinary Rbciprgcatino-Enginb Practice it is usually 
undesirable to cany a higher vacuum than about 26.5 in. of mercury. 
There may, as hereinafter specified, be several reasons for this: (1) If 
the water discharged by the condenser is to be used for boiler-feed, its 
temperature should in many cases, for economic reasons, be higher than 
that which is due to condensation of steam in a 26.5 in. vacuum. The 
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temperature due to thia degree of vacuum will be somewhat less than 
120 deg. faiir. The cost of restoring heat to the 120 d^. feed-water, 
to raise it to a temperature of about 210 deg. fabr., which is suitable for 
boiler feed, may make the carrying of a high vacuum unprofitable. (2) 
But even where the supply of boiler-feed water, and the heating thereof, 
is independent of the condenser, a higher vacuum than about 26.5 in. ia 
rarely justified for reciprocating engines, inaftmuch sa the firet cost of 
the installation would thereby he greatly increased. The higher the 
s greater the cost (annual charge) of obtaining each inch 
Considerable extra expense would be incurred by 



Fis. 2Se. — Gnph Bhoning Relitian Betwscn Sleam Cotiaumptlon And Coade 
Vacuum In Avenff Turbine Operation. (Tbe sbeciHS repreKBt perceatKga 



the additional precautions that would be necessary to prevent leakage 
of air through valves, stuffing-boxes and jointed connections. (3) Also, 
the initial condensation in the engine cylinder {See the Author's Steam 
Enqines), due to the low temperature of the exhaust steam, would be- 
come BO excesaive as to more than nullify the extra advantage gained in 
lowering the back-pressure. 

In Turbine And Uniflow-Enoine Practice, however, the best 
results are, aside from considerations regarding the feed-water, as noted 
above, obtained with the highest vacuum which it is possible to maintain. 
Initial condensation (as is explained in the author's St&am Turbines) 
plays no part in thiacose. Also, with turbines, leak^e into the condenser 
can be avoided with less diiliculty than in reciprocating-engine practice. 
The effect of variation in vacuum on turbine economy ia shown graphic- 
ally in Fig. 289. 
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329. Table Showing Comparative Economy Of Condensing 
And Non-Condensing Operation. (Compiled by the Inter- 
national Text Book Company). 



Type of engine 



Steam consumption per indicated 
h.p. hr. in lb. 



Non-condensing 



Probable 
limits 



Probable 
average 



Condensing 



Probable 
limits 



Probable 
average 



Per cent, 
gained 
by con- 
densing 



Simple high speed. . 
Simple low speed . . 
Compound high 

speed 

Compound low 

speed 

Triple high speed . . 
Triple low speed . . . 



40-26 


33 


25-19 


22 


32-24 


29 


24r-18 


20 


30-22 


26 


24-16 


20 


25-18 


25 


20-13 


18 


24-17 


20 


1^13 


15 


27-21 


24 


23-14 


17 



33 
31 

23 

25 
20 
29 



330. Table Showing Steam Consumption Of Condensing 
And Non-Condensing Engines. (From Gebhardt's Steam 
Power Plant Engineering.) 



Type of engine 


Pounds of steam 
per i.h.p. hr., 

non-condensing 

• 


Pounds of 

steam per 

i.h.p. hr., 

condensing 


Per cent. 

saving due to 

condensing 

operation 


Single valve — simple. . 
Four valve — simple . . . 
Compound engine. . . . 


Average— 27.63 
Average— 24 . 06 
Average— 20.30 


25.7 
19.84 

12.14 

■ 


7.0 
17.5 
40.5 



Note. — The performances shown in Table 330 are for engines of a 
higher grade of construction than are those shown in Table 329. It is 
noted in Table 330 that the per cent, of saving is quite pronounced with 
the compound engine. This is due to the fact that the compound 
engines are better adapted than simple engines to handling the wide 
temperature and pressure ranges, which occur in condensing operation, 
without excessive cylinder condensation (Sec. 338) and other thermal 
losses within the engine itself. For a more complete discussion of the 
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relative merits of condensing and non-condensing operation under 
different conditions see the author's Steam Engines. 

331. With Surface-Condenser Operation The Same Feed 
Water May Be Used Repeatedly (See Sec. 368). This is an 
important consideration where water must be purchased, or 
must be treated chemically to render it suitable for boiler use. 
The condensate from surface condensers may, when means 
are employed to remove the cyUnder oil therefrom, be used 
over and over again as boiler feed. This will tend to prevent 
formation of scale in the boilers. Saving of fuel and reduction 
of boiler room costs will thereby result. 

332. The Advantages And Disadvantages Of Condensing 
Operation may be summarized as follows: 



Condensing 


Non-condensing 


Advantages 


Disadvantages 


Decreases engine steam consumption 
20 to 50 per cent, in large plants. 

Recovers most of the feed-water if 
surface condenser is used. 

Feed-water is available at 100 to 120 
deg. fahr. unless very high vac- 
uum is used. 

Decreases size of boiler installation. 

Increases power output of a given 
engine 25 to 95 per cent. 


Wastes most of the exhaust steam 

unless it can be used for heating. 
Must use fresh feed-water which 

may be expensive to purify. 
Requires more water-purifying 

equipment. 
Feed-water usually cold, and 

must be heated more. 

Requires larger boiler installation. 

• 


Disadvantages 


Advantages 


Requires additional equipment, i.e., 
hot-well, condenser, cooling tower, 
pond or source of cooling water, 
vacuum pump, circulating pump, 
condensate pump, primary heater, 
etc. 

Operation is more difficult — ^requires 
more intelligent operators. 

No steam available for heating. 

Difficulty of keeping joints tight. 

More equipment to be kept in repair. 


Relatively low first cost. 

Operation simple — can be handled 
by less skillful operators. 

Large surplus of steam available 
for heating. 

Small steam leaks do relatively 
little harm. 
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333. Condensers May Be Classified Into Two General 
Groups : (1) Jet condensers (Figs, 290 and 291) , in which con- 
densation is by direct contact. That is, the exhaust steam and 
the cooling water are mixed together, (2) Surface condensers 
(Figs, 292 and 293), in which the steam and cooling medium 
as water or air, are separated by metal walls or tubes. 
Heat is abstracted (Sec. 348) from the steam, throi^h the 
metal, by the cooling medium. The jet condensers will be 
treated first and then the surface condensers. 



Fia. 290. — Diaeram Of ElemsnUiry Jet CondeoHT. 

334. There Are Three General Classes Of Jet Condensers: 
(1) Standard low-level jet condensers (Fig, 291), in which the 
water, steam and air are exhausted by pumps. (2) Siphon jet 
condensers (Fig. 294), in which the water, .steam, and some- 
times air are exhausted by a barometric column. (3) Ejector 
jet condensers (Fig. 295), in which the steam and air are ex- 
hausted by the velocity orejector effect of the cooling water. 

Note. — Jet condensers may be further claasified on the basis of their 
operation as follows: (1) ParaUd current cimdenseTa (Fig. 291) in which 
the condensed steam, cooling water and air flow in the same direction 
and collect at the bottom of the condensing chamber, whence they 
are evacuated by a pump, barometric tail pipe or other means. These 
condensers are used with low-vacuum installations only. (2) Counler- 
currenl condensera (Fig. 296), in which the condensate and cooling wat^r 
are taken off at the bottom while the air is removed at the top. 

19 
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336. The Cooling Methods Employed With Surface Con- 
densers may be claesified as followe: (1) Water-cooling, in 
which heat is abstracted from the steam by circulating water- 
currents. (2) Air-cooling, in which the heat is abstracted and 
carried away by air-currents. This method is used only where 



Fia. 2«1.— WorthinKton Independent Jet CoDdensec. 

water-cooling Is impracticable, due to an insufficient supply. 
(3) Evaporation cooling, in which a cooling eifect is produced 
by the evajjoration of streams of water trickling on the outer 
surfaces of metal tubes through which the exhaust steam is 
made to flow. 
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eataiy Double-Flow {Two-Pms) Sortam CondaUMr. 
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Note. — Water-cooling ia used almost exclusively in tlie operation of 
ateam condensers. All subsequent mentioa of coodensers in this book 
will, therefore, be limited to the water-cooled type. 



Fia. 2M.-'DiiicrsDiiutifl Sectional View Of Buckley 3i| 
Connectiona. 

336A. The Circulatioii Of The Water In Surface Condensers 
may be: (1) A single flow, as where the water passes (Fig. 297) 
only once through the tubing. That is, the water flows into 
the condenser at one end, throi:^h the tubes, and out at the 
other end. (2) A double flow, as where a division-plate (Fig. 
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293) is inserted so that the water passes twice through the 
tubing. That is, the water passes first through one portion 



K Multi-Jat Eiector Conda 



of the tubes and returns through the remaining tubes, thereby 
the water travels twice the length of the tubes. (3) A muUi- 
flow (Fig. 298), as where two or more division plates are in- 
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serted so that the water makes three or more passes through 
the tubing. 

Note. — Most surface condensers are of the double-flow or multiflow 
type. Single-flow condensers are rarely used. Double-flow or multi- 
flow condensers are used where high vacua are required, as in turbine 
operation. 

336. The Operation Of A Standard Low-Level Jet 
Condenser (Fig. 291) is as follows: A direct-acting steam 
pump, to which the condenser is attached, removes the con- 
densate, cooling water and entrained air through a common 
cylinder, P. The cooUng water enters at W. The quantity of 
water is controlled, in accordance with the quantity of ex- 
haust steam to be condensed, by the valve S, which is ad- 
justed by means of the hand-wheel H. The valve S is so 
shaped as to deUver the water in the form of a spray. The 
exhaust steam, which enters at E, mixes with the spray of 
cooUng water in the chamber B. The mingled current of 
condensate and cooling water is then discharged by the piunp. 

Note. — Assuming that the cooling-water supply is adequate, the 
vacuum will be maintained in a jet condenser as long as the pump keeps 
the condensing chamber free from water and air. The degree of vacuum 
in a jet condenser depends upon the water-temperature and the quantity 
of entrained air. The cooling water is, generally, drawn in by the vacuum, 
instead of being delivered by gravity. This serves to safeguard the 
engine in case of accidental stoppage of the pump. Should the pump 
suddenly stop, enough water would almost instantly accumulate to 
submerge the spray valve S, However, since insufficient water surface 
to condense the steam would then be presented, the vacuum would 
immediately be broken. Hence, flooding of the condenser and wrecking 
of the engine thereby could not occur. The engine would then exhaust 
to the atmosphere (Fig. 299) through the relief valve. 

337. To Put A Standard Jet Condenser In Service, pre- 
paratory to starting the engine to which it is attached, the 
injection valve V (Fig. 299) should first be opened. The 
pump should then be brought up to its regular running speed. 
The engine may then be started. If the pump suction is not 
sufficient to raise the water from the well the condenser must 
be primed with a small amount of cold water introduced 
through valve E. Adjustment of the spray valve S may then 
be necessary to produce the required degree of vacuum. 
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NoTB. — If two jet condensers are to be used on the same exhaust line, 
they should be connected independently (Fig, 300, pipes D). If their 



circulating systems are connected in aeries as by pipe A, the arrangement 
will be unsatisfactory. Condenser 1 will use water at a lower tempera- 
ture than condenser 2, and the vacuum will therefore be higher in 1. 



n P&nllet And With Injecl 



If the vacuum is equalized in the two condensers by partially closing 
the exhaust steam valve to condenser 2, then nearly all the condensation 
will take place in 1. 
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338. To Stop A Standard Jet Condenser, after closing the 
throttle of the engine to which it is attached, the injection 
valve V (Fig. 299) should first be closed. The vacuum 
breaker, D, should then be opened. The pump may then be 
stopped. 

Note. — The momentum of the fl3rwheel will cause an engine to con- 
tinue in motion for several seconds after the throttle is closed. During 
this interval the movement of the piston will tend to produce a pumping 
effect. Hence, a slug of water may be drawn into the engine cylinder if 
the condenser pump is shut down before the injection water is shut off 
and the vacuum broken. This may occur where the engine cylinder is 
less than about 22 ft. — ^which is the practical maximum suction lift in 
pump operation (See Sec. 1) — above the level of the condenser, pump, or 
other source from which the water might be sucked into the engine 
cylinder. 

339. The Operation Of A Siphon Or Barometric Jet Con- 
denser (Fig. 294) is as follows: The cooling water which is 
supplied by the pump enters at E and passes downward around 
the exhaust nozzle, N, in a thin conical film. The exhaust 
steam from N is condensed within this hollow cone of falling 
water, thus creating the desired partial vacuum. The 
condensate and cooling water are discharged from the condens- 
ing chamber C by a barometric tail-pipe T. The lower end 
of the tail-pipe is submerged in a hot-well, H. In flowing 
through the neck, or constricted passage, K, the mingled 
current of condensate and cooling water acquires sufiicient 
velocity to draw out the air which may be entrained with the 
steam. 

Note. — The chief purpose of this condenser arrangement is to obviate 
liability of damage to the engine by water being drawn from the tail-pipe 
into the condensing chamber and thence to the exhaust pipe. The level 
of the water in the hot-well, H, is at least 35 ft. below the condensing 
chamber. 

Atmospheric pressure cannot sustain a column of water having a height 
exceeding 34 ft. Hence it is impossible for water to get above the 
nozzle AT. If the level of the injection-water supply is not more than 
about 20 ft. below the inlet, Ej to the condenser, the siphoning action of 
the tail-pipe will suffice to raise the water. The pump may then be 
dispensed with after the vacuum has been formed. But if a lift of 20 ft. 
is to be exceeded the pump must be run continuously. 
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340. Siphon Jet Coadensers May Be Started And Operated 
Without A Pump (Fig. 301) if the injection water is to be 
lifted less than 20 ft. In such cases, the full siphoning action 
of the tail-pipe, due to gravity, is produced by a double-stage 
operation. 

ExpidiNATiON. — Water is first admitted to the tail-pipe through the 
priming valve S. In tailing through the tail-pipe, this current of water 
draws out the air. It thus pro- 
duces a Bufficieat vacuum in the 
condenser and upper part of 
the tail-pipe to draw the coolii^ 
water to the condenser through 
the injection pipe W. The 
priming valve, S, ia then closed. 
The flow of injection water is 
re|i!ulated by means of the 

Note. — Sometimes, it the in- 
jection supply is to be lifted to 
a height of about 20 ft., a 
priming pipe, and valve P, lead- 
ing from the boiler-teed pump, 
must be installed. The boiler- 
feed pump may then be uti- 
lized as an aid in starting the 
condenser. 

341. The Operation Of 

An Ejector Jet Condenser 

(Fig. 295) is as follows: 

*^''*c!^dir«r'whl" Nrj^m'" u u.^"''" '^^^ cooling watcT, entering 

at W, is supplied under a 

sufficient head, due either to gravity or pump action, to send 

it through the constricted neck, K, and into the tail-pipe, 

T, at very high velocity. The exhaust steam enters at S 

and is condensed by contact with the jets of cooUng water. 

The aspiratory or suction efEect, due to the high velocity of the 

jets, draws the entrained air through the openings between the 

aspirating cones. A, whence it is picked up and ejected with 

the mingled current of condensate and cooling water. 

342. The Requisite Size Of Jet Condensers is generally 
determined in accordance with the records of actual experience 
in condenser operation. Numerous empirical formulas based 
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on practice have been developed. A satisfactory formula, 
from Mark's Handbook, is as follows: 

(88) V = 0.00143W, + 8.25 (cubic feet) 

Wherein V = the volume of the condenser j'in cubic feet. W, 
= the weight of steam, in pounds, to be condensed per hour. 

Example. — A standard jet condenser is required for a 2,000-h.p. 
engine, the steam consumption of which will be approximately 17 lb. 
per h.p. per hr. What should be the volume of the condenser? 

Solution.— By For. (88), V = 0.00143W, -f- 8.25 = (0.00143 X 17 X 
2,000) + 8.25 = 66.9 cm. ft 

Note. — The VBLOcrrr Op The Exhaust Steam Entering A Jet 
Condenser should be approximately 600 ft. per sec. The exhaust steam 
inlet should be proportioned to produce this velocity. 

Note. — The Velocity Op The Condensate And Cooling Water 
Issuing From A Jet Condenser should be approximately as follows: 
(1) For a standard jet condenser (Fig. 291) 5 ft. per sec. (2) For a siphon 
condenser (Fig. 294) 5 to 10 ft. per sec. (3) For an ejector condenser 
(Fig. 295) 15 to 20 ft. per sec. The outlet from the bell or condensing 
chamber should be so proportioned as to produce these velocities. 

343. The Quantity Of Cooling Water Required For Jet 
Condensers depends upon the following factors: (1) Tlie degree 
of vacuum required. (2) The heat of the exhaust steam. (3) 
The effectiveness with which the steam and water are mixed. (4) 
The qwmtity of air entrained with the steam. (5) Th£ general 
efficiency of the condensing equipment. The exhaust from an 
engine generally contains considerable moisture. For practi- 
cal purposes, however, it is sufficiently accurate to assume that 
it consists entirely of dry, saturated steam. 

344. To Compute The Quantity Of Cooling Water Required 
For Jet Or Surface Condensers the following formula may be 
used: 

189) W, = W. "^rp ^'Z (pounds) 

Wherein: W„ = the weight of water, in pounds per hour, 
which is required to condense and cool the exhaust to a given 
discharge temperature. W, = the weight of steam to be con- 
densed per hour, in pounds. H = the quantity of heat, 
above 32 deg. fahr., in British thermal units, in 1 lb. of dry, 
saturated exhaust steam at the condenser pressure, as given 
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in Table 346. T/i = the temperature of the entering cooling 
water, in degrees Fahrenheit. T/2 = the temperature of the 
discharged cooling water, in degrees Fahrenheit. T/c = tem- 
perature of the condensate, in degrees Fahrenheit. (This 
temperature is the same as Tf2 in jet condensers.) 

Example. — The vacuum gage of a jet condenser registers 26 in. of 
mercury. The barometer registers an atmospheric pressure of 29.4 in. 
of mercury. The cooling water enters the condenser at a temperature 
of 70 deg. fahr. The temperature of the discharge is 105 deg. fahr. The 
steam consumption of the engine is 30,000 lb. per hr. What quantity of 
cooling water is required? 

SoLunoN. — The absolute condenser pressure = 29.4 — 26 = 3.4 in, of 
mercury. Hence, if the barometer reading (Table 346) were 30 in. of 
mercury, the vacuum gage would show 30 — 3.4 = 26.6 in, of mercury. 
By Table 346, the total heat in the steam above 32 deg. fahr. correspond- 
ing to a vacuum of 26.6 in. of mercury — 1,112.2 B,tu, per lb. Hence, 
by For. (89), W« = W.(H - T/c + 32) /(T/, - T/i) = 30,000 X (1,112.2 
- 105 + 32) -h (105 - 70) = 890,700 lb, per hr. 

Note. — The Temperatttre Op The Water Discharged From A 
Jet Condenser is always lower than the temperature (Table 346) 
which is due to the condenser pressure. In high class installations it 
may be only 5 deg. fahr. below this temperature. With poorly designed 
condensers it may be 20 deg. below. * But the average difference is from 
10 to 15 deg. 

346. The Operation Of A Surface Condenser is as follows: 
The cooling water is pumped through the tubes (Fig. 293) by 
the circulating pump P. The exhaust steam enters at S. The 
condensate and air are drawn out by the vacuum pmnp C 
The cooling water, if admitted at the bottom, will first act upon 
that portion of the steam which is at the lowest temperature. 
This is conducive to effective transfer of heat from the steam 
to the water. It is called the counterflow principle. 

Note. — Heat Transference In Surface Condensers May Be 
Improved by preventing the condensate which forms on the upper tubes 
from falling on the lower tubes. Baffles, or rain-plates, are sometimes 
employed for this purpose. Condensers so equipped are called dry-tube 
condensers. By keeping the lower tubes comparatively dry, condensa- 
tion of the steam in the lower half of the condenser proceeds more rapidly 
than it otherwise would. Films of water enveloping the tubes serve to 
insulate them. 
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347. The Tubes And Tube-Sheets Of Surface Condensers 

are, generally, made of such metals as are best adapted to 
resist the corrosive action of the waters which are available 
for cooling purposes. Where fresh water is used the tubes 
may be of brdsSj bronzCy copper, aluminum-bronze, or Muntz 
rmtal. Where salt-water is used, tubes made of Admiralty 
metal are preferred. This is an alloy containing 70 per cent, 
of copper, 29 per cent, of zinc and 1 per cent of tin. The tube- 
sheets are generally made of brass or Muntz metal. The shell 
and fittings are commonly made of cast iron. 

Note. — The sizes of condenser tubes in common use are %-in., ^i-in., 
and 1-in. outside diameter. The corresponding thicknesses are 20, 18 
and 16 Birmingham wire gage. Fig. 301 A shows one way in which tubes 
are fastened in the tube sheets or tube head. 



Otanef', 




Fio. 301X. — Worthington Standard Condenser-tube Gland. 

348. The Quantity Of Heat Which The Cooling Water 
Will Abstract From Steam In Surface-Condenser Operation 

may be computed by the following formula: 

(90) Et ^W.iH- Tfc + 32) (British thermal units per hour) 

Wherein Ht = the quantity of heat given up by the steam, 
in British thermal units per hour. W, = the weight of steam 
condensed, in pounds per hour. H = the total heat, above 
32 deg. fahr., in British thermal units, inl lb. of the exhaust 
steam at the condenser pressure, as given in Table 346. T/c = 
the temperature, in degrees Fahrenheit, of the condensate 
leaving the condenser. 

Example. — The steam consumption of a 1,000-h.p. engine, exhausting 
into a surface-condenser, is 18 lb. per h.p. hr. The average vacuum-gage 
reading is 25.4 in. of mercury. The average atmospheric pressure, as 
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shown by the barometer, is 30 in. of mercury. The temperature of the 
discharged condensate is 120 deg. fahr. How much heat is given up by 
the cooling-water? 

SoLimoN. — By Table 346, the total heat, above 32 deg. fahr., in the 
steam, for a 25.4-in. vacuum with a 30-in. barometer, is 1,116.9 BXu. 
per lb. By For. 90, Ht - W.(H - T/c + 32) =l/)00 X 18 X (1116.9 - 
120 + 32) = 18,520,000 B.t.u, per hr. 



349. The Water-Cooling, Or Tube Surface, Required In A 
Surface. Condenser may be computed by the following 
formula: 

(91) Af= ; yfi r-rp (SQUarC fcct) 



U 



V'' — 2 — ; 



Wherein Af = the water-cooling, or tube surface, in square 
feet. Ht = the quantity of heat to be given up by the steam, 
in British thermal units per hour, as computed by For. (90). 
T]t = the temperature of the steam, in degrees Fahrenheit, 
as given in Table 346. [/ = a constant from Table 350 = 
B.t.u. transferred per square foot per hour per degree tempera- 
ture difference between the water and the steam. T/i and 
Tf2 = , respectively, the initial and final temperatures of the 
cooling water in degrees Fahrenheit. 

Example.^ — The heat to be abstracted from the exhaust steam entering 
an ordinary type of standard surface condenser, as computed by For. 
90, amounts to 18,000,000 B.t.u. per hr. The average vacuum-gage 
reading is assumed to be 25.1 in. of mercury. The average atmospheric 
pressure, as shown by the barometer, is assumed to be 30 in. of mercury. 
The cooling-water is assumed to enter at a temperature of 55 deg. fahr. 
and emerge at a temperature of 100 deg. fahr. How much tube-surface 
is required? 

Solution. — By Table 346, the temperature of the steam, for a 
26.1 in. vacuum with a 30-in. barometer, is 133 deg. fahr. By Table 350, 
the coefficient, U, of heat transference is 250. By For. (91), A/ = 
Ht/lUlTf,- MC^/i + Tf2)]} = 18,000,000 -^ {250 X [133 - 
3^ (55 4-100)]}= 1,297 sq.ft. 
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360. Table Of Coefficients Of Heat Transference (U, For. 
91) In Surface-Condenser Operation. 



Type of surface 
condenser 


Velocity of cooling 

water, in feet 

per second 


Value of Uy in B.t.u. 

per sq. ft. per deg. 

temp. dif. between 

water and steam 


Ordinary, old style, 
standard type 


1 to 2 


250 


Modern, dry-tube type 


4 to 5 


600 



351. The Value Of The Heat Transference Coefficient, U 

(Table 350), may range from 1,000 to 3 between different 
areas of the tube-surface in the same condenser. The values 
given in Table 350 are average values. From tests made by 
Prof. Josse, of the Royal Technical School at Charlottenburg, 
it was found that the value of U is affected principally by the 
following factors: (1) The material^ thickness, shape and 
cleanliness of the tubes. (2) The water-velocity through the 
tubes. (3) The steam-velocity over the tubes. (4) The quan- 
tity of condensate adhering to the tubes. 

Note. — The results of actual practice have demonstrated that sur- 
face condensers of the ordinary standard type, when attached to engines 
using 20 lb. of steam per h.p.hr., and operating with a 26-in. vacuum, re- 
quire about 2 sq. ft. of tube-surface per engine horsepower. Also, that 
dry-tube multiflow condensers, when attached to turbines using 15 lb. 
of steam per k.w.hr., and operating with a 28.5-in. vacuum, require 
about 2 sq. ft. of tube-surface per kilowatt developed by the turbine. 
Condenser practice in general indicates that from 1.25 to 2.5 sq. ft. of 
tube-surface per kilowatt are required for large modern-type installa- 
tions, while from 2 to 4 sq. ft. per kilowatt are required for the smaller 
installations of ordinary standard equipment. 

362. The Temperature ''Drop" In Surface Condensers 

means the difference in temperature between the entering 
steam and the discharged cooling water. With ordinary 
standard surface condensers of the single-flow or double- 
flow type, the temperature '^drop'' ranges usually from 10 
to 20 deg. fahr. With high-vacuum multi-flow dry-tube 
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condensers, temperature drops of 1 to 5 deg. fahr. have been 
obtained. The temperature difference between the conden- 
sate and discharged cooling water is usually 5 to 10 deg. fahr, 
363. The Classes Of Pumps Used In Connection With A 
Condenser are: (1) Circulating pumps, or pumps used for 
forcing water through the tubes of surface condensers; or 
furnishing water to barometric or ejector-jet condensers; or 
removing water from jet condensers having dry-air pumps. 
(2) Wet vacuum pumps, or pumps used for pumping both 
condensate and air from jet or surface condensers. Wet air 
pumps for jet condensers handle the injection water also and 



Fia. 302.— Typical InstsElati 
P 

are sometimes called simply condenser pumps. (3) Condensate 
pumps, or pumps used with surface condensers to pump the 
condensed steam only, to a heater or receiver — usually for use 
as boiler feed. (4) Dry vacuum or air pumps, or pumps used 
for removing air only, from jet or surface condensers. (5) 
Hot-well pumps, or pumps used for pumping the hot water 
from a hot well usually to a feed-water heater. 

364. The Types Of Pumps Used As Condenser Auxiliaries 
are: (1) Direct-acting steam pumps (Fig. 293). These are used 
chiefly in reciprocating engine plants as wet vacuum pumps, 
circulating pumps or condensate pumps. (2) Rotative or 
crank-action pumps, steam or power driven (Fig. 302). These 
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Fia. 304.— Illiutrntiiie Piinnple Of Albfrgu Hurlinc-Watei— CentrifussI— Air 
Fump. (Aa the impdler revo1vf», it thrnwB Btreams of water out betffera Ita blada. 

between the impeller sud the ehumele, i« caught between the ulugs of water uid ouried 
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are used chiefly for dry-vacuum pumps in either turbine or 
reciprocating engine plants. Crank-action power pumpa are 
occaeionaJly used for circulating and wet-air pumps, but steam 
drives are more common because the exhaust steam from 



Fia. 305.— Alberger I 



ulini-Water Air Pomp. 



the drives is usually needed for feed-water heating in condens- 
ing plants. (3) Centrifugal pumps (Figs. 302 and 303). 
These are the most commonly used type of circulating and 
condensate pumps in modern installations of medium and large 




capacity. (4) Hurling-water pumps (Figs. 303, 304 and 305), 
sometimes called hydro-centrifugal pumps. These are used as 
dry-vacuum pumps chiefly in turbine installations where the 
vacuum is high and the volume of air to be handled is relatively 
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small. (5) Jet pumps or ejectors (Figs. 306 and 306A.). 
Theae are used for increasing vacuum or are built as two and 
three-Btage ejectors for high-vacuum pumping service. 
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366. The Advantages Of Centrifugal Pumps For Condenser 
Circulating Or Condensate Pumps are: (1) Low first cost. (2) 
Compactness. (3) Absence of valves and pistons. (4) High 
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speed. This permits their being driven through direct shaft 
connection with electric motors and steam turbines. In fact 
(see Sec, 111) centrifugal pumps are inherently high speed 
machines which renders them especially adaptable for being 
driven by motors or steam turbines which are also inherently 
high-speed machines. The. same advantages apply to hurling- 
water pumps as compared to piston pumps for dry-vacuum 
pumps. 



Fia. 309.— Wheeler Dry-VBOuum Pump (Sintle-Valva Type). (The funolion of the 
lotory admiaoion valve ia: (1| To conntct the diKfuirfft oult^ and inttt port altemaUly 
mlh appatilt mdi of llit pump cyliniler, (2| Ta rclciuc Iki camprciaed air in llu cltaraiux 
ipact at ont end aflht cj/liniltr lltroaeh Hit transfer pattaat (o IAb alhtr end 0/ the Clilimfcr. 

cylinder instead of back iota the euction pipe whete it would tend to dec: 



Note. — In Order To Secdre A Hiqh Vacuum With Pibton Pdups 
it is essential that th« clearance volume nf the air-pump (Fig. 307) 
should be kept ae low aa possible. Also, to avoid the use of inconven- 
iently large pumps the mixture to be handled should be cooled to the 
lowest practicable temperature. Sometimes the air is re-cooled by the 
incoming condensing water (Fig. 308). In some cases a steam jet 
(Fig. 306) is used to partially compress the air before it goes to the 
pump. In others a special valve (Fig. 309) is used for reducing the pres- 
sure in front of the piston, at the end of the delivery stroke, to the 
condenser presBure. This is to obviate the loss, which would otherwise 
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result from expansion of a portion of the compressed air down to the 
suction pressure, when the piston begins a stroke. 

Rotatory pumps (hurling or hydro-centrifugal pumps) using slugs of 
water (Fig. 304) as pistons are sometimes used where very high vacua 
are required. 

366A. A Modem Westinghouse Turbine-Generator-^ur- 
face-Condenser InstBllation is shown in Fig. 309A. The 
turbine, T, is connected to a Le Blanc surface condensei", C, 
by an expansion joint, X, and a short connecting piece, J. 



The expansion joint is necessary to properly protect the tur- 
bine and condenser shell from excessive stress due to expansion 
when the turbine is heated by the admission of steam. The 
connecting piece is used to connect the turbine exhaust and 
the steam inlet, M, of the condenser, which may or may not 
be the same shape, and also to provide sufficient head-room 
between the turbine bedplate and the condenser shell for the 
neceesory turbine supports. 

EXPI.ANATION. — This (Fig. 309A) gives the most compact arrangement 
possible and requires a minimum of head-room and floor-apace. The 
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condenser is placed directly beneath the turbine, T, and inside the tur- 
bine foundation. All the pumps are mounted on one shaft and driven 
by one drive. The pump unit is bolted directly beneath the shell and no 
inter-connecting piping is required. At the left is the circulating pump, 
R; in the center the air-pump, N; and at the right, the condensate pump, 
P. The pumps may be either directly driven by a motor, F, as shown or 
geared to a steam turbine. 

Ordinarily the cooling water is brought to the power house through an 
intake tunnel, 7, and is discharged through a discharge tunnel, D. The 
water level should be such that the cooling water is within the possible 
suction lift for centrifugal pumps. The suction piping should be as short 
as possible to prevent air leaks and possible loss of cooling water due to the 
piunp becoming air-bound. K the water levels permit, the discharge 
line, Lf should be brought back to approximately the same level as the 
intake water and the end of the discharge pipe sealed by extending it, 
Ef into the water. This gives a siphon system (Sec. 374) and the total 
pumping head is then only the friction head through the piping and any 
small difference in the water level, which may exist between the suction 
and discharge tunnels. 

The hurling-water air-pump, iV, takes its hurling water from the 
circulating pump discharge and discharges, Q, to any convenient point 
such as the discharge tunnel. The condensate pump, P, takes the con- 
densed steam from the shell, S, and discharges it into the feed-water 
heater or feed tank. All piping — especially the circulating water piping — 
should be made as short as possible and free of sharp bends which increase 
the friction head. The circulating-water piping should have few joints 
and be free of air leaks in order to gain as much effect from siphonic action 
as possible, and thereby maintain the circulating-pump power at a 
minimum. The piping should be so arranged that no stress due to expan- 
sion will be transmitted to the pump shell. 

Note. — The Arrangement Of Condenser Pumps Shown In Fia. 
309A Is Used For The Smaller Installations where its compactness 
and simplicity make it desirable. For larger installations, separate 
pumps are used. They may be driven by one drive or separate drives 
may be provided for each pump. The air and condensate pumps 
may be combined and driven by one drive and the circulating pump by 
its individual drive. Motors or geared turbines are used also for large 
installations, the drive selected depending upon the plant lay-out. In 
some cases, the circulating pump is driven by both motor and turbine 
in order to insure added reliability and proper heat balance. (See Sec. 
212). 

366. The Ptincipal Point To Be Observed In Caring For A 
Condenser Is To Prevent Leakage Of Air. (H. H. Kelley, 
Condensers). — Leaks may occur in cylinder-heads, valve- 
chest covers, hand-hole plates, rod stuflSng boxes, flanges and 



Sec. 357] STEAM CONDENSERS 313 

screw joints in piping (both exhaust and injection pipes) and 
around valve stems. Added to these are the piston rod and 
valve-stem stuflSng boxes on the engine and any bonnets that 
may lie below the exhaust valves. The leaks are not readily 
detected because the pressure is on the outside and the air is 
consequently trying to get in. A lighted candle or match 
held close to the joint where the leak is suspected is about the 
simplest method of locating them. The suction and discharge 
valves of condenser pumps should be examined regularly as 
there is no direct way of detecting loss of vacuum due to poor 
valve action. 

367. Strainers Should Be Placed At The Ends Of The 
Circulating Water Suction Pipes whether the condenser takes 
water directly from a creek or pond or from an intermediate 
reservoir. Openings in the spraying device of a jel^condenser 
are sometimes comparatively small and these may become 
clogged with bits of foreign matter that might readily pass 
through the suction valves. The tubes of surface condenses 
may also become clogged by foreign matter and thus decrease 
the flow of circulating water. When a jet condenser fails to 
get sufficient water, first examine the strainer, then the spray, 
which can usually be reached by removing the small manhole 
plate on the condenser chamber. If trouble is not found at 
these points, examine the pump ports, the suction valves, dis^ 
charge valves and, lastly, the piston or plunger. If no obstruc- 
tion is found, the difficulty will be due either to leakage of air 
or the heating of the condenser caused by receiving more steam 
than it is capable of condensing; in other words, the condenser 
is too small. 

358. Should The Condenser Vacuum Suddenly Decrease 
While Running, it will probably be due to an increased load 
on the engine and the correspondingly greater volume of 
steam entering the condenser. The amount of injection 
water which was formerly sufficient would then be too small 
for the weight of the steam which is to be condensed. The 
obvious remedy is to open the injection valve. If this does 
not restore the vacuiun, slowly increase the speed of the pump, 
always watching the vacuum gage, while making these adjust- 
ments. If the loss in vacuiun is due merely to a larger amoimt 
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of steam, these adjustments will restore it. If the vacuum 
decreases slowly, a Uttle each hour of the day, it indicates 
leakage of air, a leaky piston and valves or stoppage of the 
water passages somewhere between the suction strainer and 
the discharge valves. The several joints and the stuffing boxes 
may be examined for air-leaks in from 6 to 10 min. while 
running. But an examination of the valves, spray and pump 
cylinder can only be made after shutting down the condenser. 

Note. — If The Condenseb Has BEConfB Hot It Will Not Work 
Until It Is Cooled. As it is necessary to bring steam in contact, with 
a colder body in order to condense it, should the temperature in the 
condenser rise nearly to that of atmospheric exhaust steam, condensation 
will take place slowly and the vacuum can be re-attained only gradually 
as the condenser cools again. 

369. When The Atmospheric Relief Valve Of A Jet Con- 
denser Is Open And The Engine Is Running Non-Condensing, 
Proceed As Follows To Restore The Vacuum And Condensing 
Operation. — After locating and removing any cause of diffi- 
culty, the pump may be started and the injection valve opened. 
The temperature will thus be lowered to that of the condensing 
water. With an assistant at the atmospheric relief valve, 
speed up the pump and give the condenser more water. Then 
slowly open the stop valve in the exhaust pipe, having the 
assistant close the relief valve at the same rate as that at which 
the stop valve is opened. When the reUef valve is nearly 
closed, it will close itself due to the vacuum which will then 
have been produced in the exhaust pipe, and the engine will 
run condensing again. The injection valve may then be 
partly closed and the speed of the pump reduced a little, always 
keeping watch of the vacuum gage while making these ad- 
justments. The object is to use as little water as possible 
and run the pump as slow as possible and still maintain the 
desired vacuum. 

Note. — The Above Suggestions Apply Also To Surface Condens- 
ers. The only difference is that m some surface condenser plants, the 
air pump and circulatmg pump are regulated separately. Increasing 
the speed of the air pump is equivalent to increasing the speed of the 
pump in the jet condenser. Increasing the speed of the circulating pump 
has the same effect as opening the injection valve in the jet condenser. 
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360. It Sometimes Happens That The Vacuum Is Consider- 
ably Below That Which Corresponds To The Condenser 
Temperature, i.e., the temperature of the condenser may 
correspond to a vacumn of 26.5 in. while the highest vacumn 
which can be maintained is 25 in. In most instances this 
win be due to air in the condenser and a thorough search for 
leaks should be made, provided the vacuum gages and ther- 
mometers are known to be correct. It is practically impossible 
to maintain a condenser system suflBiciently free from air 
that the vacuum-gage reading will correspond exactly to the 
temperature. A reasonable or allowable difference between 
the vacuum gage reading and the vacuum corresponding to 
the condenser temperature, as found in a steam table, is 
about 0.5 in. mercury column. 

361. The Adjustments And Care Of The Barometric And 
Ejector Jet Condensers consist largely of regulating the in- 
jection valve and preventing leaks. When a dry vacuum 
pump is employed in connection with a barometric condenser, 
it may need repair or the speed may require changing in case 
of difficulty in maintaining the vacumn. Ordinarily these 
pumps are provided with governors, the speed being changed 
quickly, when need be, by adjusting the governor. 

362. With Surface Condensers, Leaky Tube Ends And 
Fouling Of The Tubes Both Inside And Out May Give Trouble. 
This condition shows itself in a gradually falling vacuum. 
Increase of the speed of the air and circulating pumps aflfords 
but temporary rehef. The remedy is in thorough cleaning. 
The inside of the condenser may usually be cleaned with a 
hose and ordinary city water pressure. A nozzle of pipe 
small enough to go inside the condenser tubes is fitted to a 
hose. A thick leather washer around the nozzle may be used 
to prevent the water from squirting back and wetting the 
operator when the nozzle is inserted in the tubes. If a valve 
is placed near the nozzle, the work may be done by one man. 
After removing the head of the condenser, the nozzle is 
pushed in and the water is turned on. If the water fails to 
clean out the tubes, a rod having a spiral end Uke an auger 
may be used to scrape the tubes clear after which they may 
be rinsed with water as described above. 
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363. When Grease Accumulates On The Outside Of The 
Condenser Tubes it may be removed by boiling the condenser 
out with lye: Remove the handhole plate and put in several 
cans of lye, 6 or 8 lb. for a 500 h.p. condenser and 12 to 15 lb. 
for a 1,200 to 2,000 h.p. condenser. Provide a small hve steam 
pipe reaching well down into the condenser. Fill the condenser 
with water. Heat the water to the boiling point with the 
steam pipe and permit it to stand for 18 to 24 hr. The grease 
will then run out with the water — mostly in the form of soap. 

364. An Index As To The Condition Of Joints And StufSng 
Boxes Of Any Condenser can be obtained by noting the loss 
of vacuum after shutting down. If all the connections, stuff- 
ing boxes, and joints are reasonably tight, the loss of vacuum 
should not exceed 2 in. per hr. 

366. The. Following Material On Condenser Selection And 
Economics is based largely on an article, Application op 
Condensers, by F. A. Burg which appeared in The Electric 
Journal for Dec, 1920. 

366. Features Which Should Be Considered When Select- 
ing The Type Of Condenser To Use for a given installation are 
these: (1) The space available. (2) The boiler feed problem. 
(3) The cooling water. (4) MairUenance. (5) First cost. In 
most cases, by a general survey of these items, the selection 
can be made without resorting to refinements and calculations. 
If, however, such a survey shows that there is Uttle choice 
between types, then each type of condenser should be con- 
sidered individually. The most economical size of each type 
should be determined, and then these should be compared 
rather than arbitrarily selected. The recommended general 
procedure in making a selection is to determine for each 
condenser type under consideration the excess operating and 
instalUng costs involved. Then when these have been ascer- 
tained the propositions should be summarized and balanced 
against one another. The excess total annual operating and 
maintenance costs should be capitaUzed at a reasonable percent- 
age and the resulting amoimt added to the first cost of the 
condenser that has the excess operating cost. This total is the 
amount that it is justifiable to pay in initial cost for the 
condenser which effects the saving. 
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Example. — Condenser A costs $1,000 and its total annual operating 
(power and maintenance) cost is $400. Condenser B costs $700 and its 
total annual operating cost is $500. Which of these condensers is the 
more economical? 

Solution. — Difference in operating (power and maintenance) cost = 
$50p — $400 = $100 annually. Assume a total annual fixed charge 
(rental cost of space occupied, interest, depreciation, taxes and insurance) 
of 15 per cent, on the investment. This $100 annual saving corresponds 
to a saving in investment of $100 -7-0.15 = $666.70. Therefore it is 
economical to pay $666.70 more for condenser A than for condenser B, 
But A cost only $300 more than B, Hence A is the best investment. 
Another method of arriving at the same conclusion is to tabulate the 
data thus: 



Item 


A 

First cost = 

$1,000 


B 

First cost = 
$700 


Operatine cost 


$400 
150 


$500 


Fixed charge @ 15 per cent 


105 


Total annual charee 


$550 


$605 







Thus the data shows that the yearly or annual cost of A is $605 -$550 = 
$55 less than that of B. This $55 annual-cost saving would justify 
an increase in investment of $55 4- 0.15 = $366.70. That is: $366.70 + 
300 = $666.70. 

367. The Amount Of Floor Space And The Head Room 
Available Are Rarely Deciding Factors In Selecting Con- 
densers. — Surface condensers require more floor space than 
do jet condensers, especially when allowance is made for the 
space required for removing the tubes. In a new plant, space 
for a surface condenser can be provided without difficulty, but 
frequently turbine foundations must be specially designed 
to accommodate the condenser. The head room required 
for either low level jet or surface condensers is about the 
same, if the possible variations in design, such as different shell 
proportions or the use of twin units, are recognized. Generally 
the question of space is not of primary importance. However, 
the difference in the cost of the installation due to the differ- 
ence in space occupied, if any exists, should be reflected in 
the cost analysis of the problem. 
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368. The Quality Of The Available Feed Water Is Often 
An Important Factor In Condenser Selection. — The surface 
condenser recovers the distilled condensate for boiler feed 
while the jet does not. There are relatively few natural 
waters which do not contain suflBicient solid matter, either in 
suspension or solution, to form scale in boilers. Some waters 
contain minerals that form a hard scale. Others, with just as 
high a mineral content, form a soft easily-removable scale. 
The questions of treating feed water, what minerals are most 
objectionable and methods of cleaning boilers cannot be 
discussed here, but many feed waters have to be treated. 
The methods of obtaining good feed water vary from a chemical 
treatment of all of the feed water to the recovery of the condensate 
with a surface condenser, and treating only the mdke-wp water. 

Note. — Although Surpacb Condensers Should Deliver Pure 
Distilled Water To The Fbed Heater, They Often Do Not Do So. 
The purity of the water depends on the tightness of the tube packing and 
the condition of the tubes themselves. If the tubes leak the feed water 
will be adulterated by the amount of the leakage. Hence, frequent 
electrical or chemical tests of the condensate should be made to determine 
its quality. 

369. The Character, Quantity And Source Of The Cooling 
Water Are Important Factors In Condenser Selection. — A con- 
densing plant requires for condensing water alone from 25 to 
100 lb. of water per lb. of steam condensed. A plentiful supply 
of water at a low temperature, and at such elevation as to 
involve minimum pumping power expense, is desirable. Natu- 
ral heads are desirable but not often available for steam plants. 
Where the water supply is limited, an artificial cooling system 
can be installed (see Div. 10). The amount of water then 
circulated will depend on the cooling range that can be effected 
by the cooling system and not on the type of condenser 
employed. 

370. Cooling Towers And Spray Ponds (see also Div. 10) are 
both used for artificial cooUng. The rise in the temperature 
of the cooling water must be kept within the cooling range of 
the tower or pond, since the water has to be cooled in the tower 
or pond by the amount that it has been heated in passing 
through the condenser. For the average conditions of tempera- 
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ture and humidity, say 70 deg. fahr. air temperature and 70 
per cent, humidity, the cooling range for a natural-draft tower 
or a spray pond, single-spraying, is usually assumed to be from 
14 to 16 deg. fahr. and, for a forced-draft tower or a pond with 
double-spraying system, from 22 to 25 deg. fahr. This means 
that the ratio of water to steam would be between 60 and 70 
to 1 in the first case and about 40 to 1 in the latter. 

371. With Surface Condensers Probably Not More Than 
90 To 93 Per Cent. Of The Boiler Feed Will Be Returned To 
The Boilers. The Rest Will Have To Be Made Up.— This 
make-up water will, with surface condensers, have to be treated. 
But the expense of such treating is small as compared to the 
expense of treating incurred with jet condensers, where all the 
feed must be treated. There will also be a loss of heat in the 
feed when jet condensers are used even if the feed is taken from 
the discharge of the condenser because the temperature of the 
condensate from a surface condenser is higher than the tem- 
perature of the discharged cooling water from a jet condenser. 

372. When Investigating The Feed-Water Phase Of The 
Problem it will therefore be necessary to find out the excess 
cost of treating the feed, the amoimt chargeable to the jet 
condenser for the loss of heat in the feed water and the excess 
cost of the treating plant. The cost of treating is variable. It 
depends on the nature of the water to be treated. Ordinarily 
the cost does not exceed fifteen cents per thousand gallons. 
The loss of heat involved can be reduced to the amount of 
steam required to raise the temperature of the feed water to 
that of the condensate in a surface condenser. After this has 
been determined the cost of generating this steam maybe 
ascertained. The cost of a treating plant will depend, on the 
method used and the amount of water to be treated. With all 
these items known another step in the analysis has been 
completed. 

373. The Effects Of Bad Water on jet condensers are of less 
moment than on surface condensers. In jet condensers the 
parts subject to corrosion can be replaced more cheaply. The 
tubes in a surface condenser wiU last indefinitely, if the water 
is noncorrosive. But, surface condensers are frequently used 
where only corrosive water is available. When the water is 
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quite bad, the tubes must be made of a special metal and even 
then may last only a short time. When the water is thus bad, 
although it may be highly desirable to save the condensate, 
the cost of doing this may not compare favorably with the cost 
of boiler feed from some other source. 

374. The Most Important Phase Of The Cooling. Water 
Problem Is The Cost Of Handling The Water under the condi- 
tions that may exist in the power plant. The jet condenser, 
by reason of its ability to realize a lower terminal difference 
(difference between the temperature of the exhaust steam and 
that of the outgoing cooling water) does not require as much 
water under average conditions as does the surface condenser. 
This, however, does not mean that it will require less power. 
With the jet condenser its circulating pmnp hastopimipallthe 
water out of a partial vacuum which corresponds to about 30 
ft. head. In addition it must discharge against an external 
discharge head that is never less than the discharge head on 
the surface condenser. The external head consists of the 
static lift plus the friction. This means that the jet condenser 
always has a pumping head in excess of thirty feet, whereas the 
surface condenser may not require a head greater than that 
due to condenser and pipe friction. The head would not be 
greater than that due to condenser and pipe friction where the 
cooUng water is taken from a body of water and discharged 
back at the same level provided that the whole system is so 
sealed that the full siphonic effect is realized. Such installa- 
tions occur frequently. See Figs. 303 and 309A. 

376. When The Discharge Level Is Higher Than The 
Circulating Pump (Figs. 310 and 311), which condition is 
ordinarily encountered in spray-pond installations, the advan- 
tage of lower pmnping head is also with the surface condenser 
because the surface condenser can under this arrangement take 
advantage of the balanced leg in the circulating system w^hile 
the jet condenser cannot. 

Example. — Assume a cooling-tower installation with the level of the 
cold well ten feet above the circulating pump. There will be a 10-ft. 
positive head on the pump for the surface condenser (Fig. 310). This 
10 ft. can be credited because, under static conditions, the level 
of the water in the discharge pipe would be 10 ft. above the pump. 
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But a jet condenser (Fig. 311) cannottakeadvantageof this head because 
it would have to pump the water against a 10-ft. head in addition to the 
iatemal head due to the vacuum. Prom this it is evident that, in most 
cases, the circulating pump of a surface condenser pumps against a loww 
head than does the pump of an equivalent jet condenser. 



376. Wth The Jet Condenser, The Ratio Of Water To 
Steam Is Fixed For A Given Vacuum Whereas With The 
Surface Condenser This Ratio May Be Varied To Suit The 
Conditions. — The vacuum obtainable depends, with a surface 
condenser, on a variety of factors, including the rate of heat 
transfer through the tubes, the velocity of the circulating 
water, and the size of the condenser. Hence it is possible to 
Belect a number of surface condensers, each with a different 
ratio of water circulated to cooling surface, that will produce 
approximately the same vacuum with a given amount of 
steam. But with a jet condenser, the quantity of water 
required is practically fixed when the quantity of steam and 
the vacuum are specified. This is due to the fact that most 
jet condensers realize a terminal difference in temperature of 
between 5 and 8 deg. fahr. That is, the rise in the tempera- 
ture of the circulating water and the ratio of water to steam 
will be practically the same for all jet condensers producing a 
given result. On the other hand, with the surface condenser, 
the ratio of water to steam may be varied to suit the conditions 
of different pumping heads and the necessity for conservation 
of auxiliary power. 
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377. It Is Generally Recognized That For High Circulating- 
Water Heads There Should, To Insure Minimum Surface- 
Condenser Operating Expense, Be A Lower Ratio Of Water To 
Surface Than For Low Heads. — ^Thus, where the circulating 
water must be pumped against a high head, it is economical to 
decrease the amoimt of water to be pmnped by installing a 
larger surface condenser. That is, the auxiliary power and 
therefore the operating expense may be decreased by incurring 
a greater initial expense for a larger condenser. No such 
economic adjustment is possible with a jet condenser. Since, 
however, for a given service, the jet condenser usually uses 
less water than the surface condenser, it may approach the 
surface condenser in auxiliary economy when the head is high. 
The handicap of the jet condenser circulating pump of having 
to pump against a greater head will then, where the head is 
high, be offset by the lesser amount of water to be pumped. 

378. A Comparison Of The Power Requirements Of The Jet 
Vs. The Surface Condenser Should Not Be Based Solely 
On A Consideration Of The Quantities Of Water Circulated 
And The Heads Existing. — There should be considered also: 
the facts that the jet condenser discharge pump is inherently 
less efficient than a pump not discharging from a vacuum, and 
that the jet condenser must have a larger air pump than the 
surface condenser. Against all these jet-condenser handicaps 
of less efficient pmnps greater heads and more power for the 
air pumps, the jet condenser has the advantage of less water 
to circulate. However, for most installations, the jet con- 
denser requires more power for drive. The amount of this 
excess depends on the discharge head, the type and capacity 
of the air pump, and the vacuum at which the condensers are 
compared. With this excess determined, an excess charge 
in operating expense can be made. This should be taken at a 
fair rate per horse-power-hour for the total number of hours 
per year the condenser will be in service. This data provides 
another item for the final comparison. 

379. The Type Of Drive For Condenser Pumps, Whether 
Electric or Steam, depends entirely on the use that can be 
made of the exhaust steam. If other steam-driven auxiU- 
aries, such as drives for stokers, fans and boiler-feed pumps, 
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furnish sufficient exhaust steam to heat the feed water (Sec. 
265) it will not be necessary nor economical to have the con- 
denser auxiUaries steam driven. In accounting for the excess 
steam required by steam drives, it is customary to disregard a 
charge if all the steam can be used advantageously in heating. 
If the condenser auxiliaries are motor driven, the charge is 
usually determined by taking the water rate on the turbine 
from which the motor derives its power, allowing for all 
electrical losses, and thus arriving at the equivalent steam 
consumption per horse-power of the motor load. In most 
plants this will run from fifteen to twenty pounds of steam 
per horse-power-hour. The charge for the excess steam can 
then be determined from the cost of producing the excess 
steam that is required. 

380. In First Cost The Jet Condenser Has A Decided Advan- 
tage Over The Surface Condenser. — A jet condenser usually 
costs about half as much as an equivalent surface condenser. 
A standard low-level jet condenser for a 10,000 k.w. turbine will, 
at the present prices, cost about $30,000 deUvered and erected. 
A surface condenser for the same turbine will cost about 
$65,000. It is this great difference in first cost that often 
renders the installation of the jet condenser justifiable. Such 
a wide difference in first cost will offset a considerable amount 
of capitalized savings. 

381. The Cost Of Maintaining Pumps Of A Jet Condenser 
Will Not Be As High As For The Surface Condenser.— This 
is because the jet condenser has only two pumps and the 
surface has three. But the difference in these repair costs is so 
slight that it can usually be neglected. 

Note. — Pump Runners Mat Last From A Few Months To Several 
Years, depending on the kind of water being pumped. Hence it is 
infeasible to quote any general data on the cost of making runner 
replacements. 

382. As To The Relative Costs Of Cleaning Jet And Surface 
Condensers: the jet requires practically no attention, often 
operating for years without being opened. But a surface 
condenser must be cleaned frequently to prevent a serious loss 
of vacuum. The loss of vacuum is due to the decrease of the 
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rate of heat transfer caused by dirty tubes and a consequent 
restriction in the flow of water through the condenser. The 
frequency of cleaning and its cost vary with quality of the 
coohng water. In some plants condensers must be cleaned 
weekly. In others they are cleaned monthly. Often they 




are not cleaned at regular intervals but only after a definite 
loss in vacuum has been observed. The cost of cleaning 
varies with; (1) the character of the deposit on the tube, (2) the 
method of cleaning, {3} facilities for handling the water box 
covers, (4) the price of labor. This coat may vary from 2)i 
or 3^ per sq. ft. per yr. to 15^ or Wi per eq. ft. per yr. 



Fia. ailB.— Section Through BsU-Joinf 0( Worthington Hydrsidio Tube-Cluoer. 

NoTB. — BtJiLT- In-Tube-Cleaning Equipment For Surface Con- 
densers (Fig. 311A) IB very useful and economical where condensers use 
water which is economical where condensers use water which ia apt to 
leave a deposit at vegetable matter, mud, or slime. In the device ahown 
in Fig. 311A, a ball nozzle, B, may be attached to each manhole plate of 
the condenaer. Through it a cleaning nozzle, N, may be inserted. 
Water is led to the nozzle through the hose, H, at a pressure of 250 lb. 
per aq. in. The nozzle can be swung to different positions by handle 
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A on the outside of the condenser. The nozzle deUvers about 70 gal. per 
min. which, it is claimed, will remove the mud from a completely-filled 
tube. With this device, the condenser tubes can be cleaned in a 
relatively-short time. 

383. An Important Item Of Surface-Condenser Expense, 
Is The Replacement Of Tubes. — Tubes may last several years 
or they may last only a few months, depending on the compo- 
sition of the tubes and the character of the water. Instances 
have been recorded where tubes have lasted for fifteen years 
but this is exceptional. In industrial communities, where 
the water is liable to be contaminated with sewage and refuse, 
five or six years is often an average life. Here again the limits 
are so wide that general figures would be misleading. At 
the present price of tubes assuming a 5-yr. life it would cost 
about ISji per sq. ft. per yr. for tubes alone, disregarding the 
cost of extra ferrules and packings, and the cost of installation. 
These latter items would increase the above-quoted value to 
at least 30ji per sq. ft. per yr. for replacements. 

384. The Selection Of The Proper Condenser To Serve 
A Steam-Driven Prime Mover Is A Problem In Power-Plant 
Economics. — -A condenser, regardless of type, is installed in a 
modern power plant only because of the reduction which it 
effects in the cost of power. Operating condensing, as com- 
pared with non-condensing operation, cuts the cost of power 
approximately in half in large turbine stations. It is therefore 
essential that great care be exercised in making the selection, 
so that the full saving from condensing operation may be 
realized. Thus the problem of condenser application reduces 
itself to a calculation to determine which condenser equipment 
will produce power at the least cost. The following illustrative 
example explains the method : 

Example. — Decide between a surface and a low-level jet condenser for 
a 10,000 kw. plant, under the following conditions: 200 lb. per sq. in. 
steam pressure; 100 deg. fahr. super-heat; space no consideration; boiler 
feed treating costs 12^ per 1,000 gal., including chemicals and attendance; 
abundant cooling water, available at a head of 10 ft., external to the 
condenser; surface condenser maintenance including cleaning and 
replacing tubes, 35^ per sq. ft. per yr.; maintenance on pumps, the same in 
either case; plant operating 7,000 hr. per yr. at an average condensing 
load of 100,000 lb. per hr. ; condensers to be selected on the basis of 75 deg. 
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fahr. water and 28.25 in. vacuum; condenser pumps to be motor driven 
because no exhaust steam is required for heating the feed water. 

Solution. — First, select the sizes of the condensers: The installation 
will require a jet condenser circulating 12,000 gal. per min. or a surface 
condenser having 15,000 sq. ft. of surface and circulating 17,500 gal. per 
min. to give the required performance. The ratio of water to surface 
for the surface condenser has been taken in accordance with common 
practice for this low-head condition. The jet condenser will require 
340 h.p. for its drive and the surface condenser will require 230 h.p. 
The water rate on the main turbine is about 10 lb. per b. hp.h.r. Assu ming 
that the motors will receive their power from the main unit at an overall 
transmission eflficiency of 82 per cent., including generator, motor, trans- 
former and line losses, the steam per h.p. hr. chargeable against the pumps 
will be : 10 -r- 0.82 or 12.2 lb, per h.p. hr. It has been assumed that the cost 
to generate the steam will be 35^ per 1,000 lb. and the motor-driven pumps 
are charged on this basis.. 

For this plant it is assumed, *if a jet condenser is used, that the 
water for boiler feed would be taken from the discharge side of the 
condenser thus realizing the advantage of the higher temperature. 
When condensing 100,000 lb. of steam per hr. the condenser chosen 
will have a discharge temperature of 91 deg. fahr. and the hotwell tempera- 
ture of the surface condenser would be about 92 deg. fahr. There is 
such a slight difference in these temperatures that the h^at lost in the 
feed when using a jet condenser as compared that with the surface 
condenser may be disregarded without serious error. 

The costs of operating the surface as against the jet condenser may be 
summarized thus: 



Items 



Surface 



Jet 



Cost of boiler feed per year. 
Cost of power for pumps. . . 

Maintenance, surface 

Pump maintenance, same . . 

Totals 

Saving in favor of surface . . 




$ 9,800 
10,160 



$12,910 
$ 7,050 



$19,960 



Capitalized against jet @ 15% ... . 
First cost of condensers 


65,000 
2,000 


47,000 
30,000 


Cost of water treating plant 


15,000 


Totals 


$67,000 


$92,000 







From the above tabulation it is evident that the surface condenser has the 
advantage over the jet. Based on the saving effected by the surface con- 
denser, we could afford to pay $92,000 for it with the water treating 
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equipment, whereas it costs only $67, 000. This same conclusion could 
also have been reached by calculating net savings instead of capitalized 
savings. But the former method is usually preferable since it indicates 
directly whether the prices asked for the equipment are justifiable. 
The condensers used in this comparison were selected on the basis of 
common practice. 

QUBSTIONS ON DIVISION 9 

1. How does a condenser save steam? Increase power output? 

2. Explain the operation of Newcomen's condensation engine. How did Watt 
improve this engine? 

8. What is the function of a condenser air-pump? Why is it necessary? 
4. How does the power required by the condenser auxiliaries compare with that 
developed by the condenser? 

6. How is condenser vacuum measured? How is it affected by weather conditions? 

6. What is approximately, the most profitable vacuum for reciprocating engines? 
For turbines? Why the diflFerence? 

7. Give a few advantages and disadvantages of condensing operation. 

8. How may condensers be classified? Name three classes of jet condensers. 

9. What is the cooling mediimi commonly employed in condensers? 

10. Name three classes of surface condensers. 

11. Explain the operation of a standard low-level jet condenser making a sketch of 
the main parts. How is water in this condenser prevented from getting into the engine? 

18. How is a standard jet condenser started and stopped? 

18. How should two jet condensers be connected when they are used on the same 
exhaust line? 

14. How is the air removed in the ejector jet condenser? 

16. What are the functions of the tail pipe of a barometric condenser? Explain 
how and under what conditions a siphon or barometric condenser may be started and 
operated without a pump. 

16. What, approximately, should be the velocity of the entering steam in a jet con- 
denser? Velocity of cooling water issuing from a standard jet condenser? From an 
ejector jet condenser? From a siphon condenser? 

17. On what does the quantity of cooling water for a jet condenser depend? 

18. Explain by a sketch the operation of a double-flow, dry-tube, horizontal, surface 
condenser having separate air and condensate pumps. Explain the counterflow princi- 
ple as used in this type of condenser. 

16. What is the composition of the tubes, tube sheets and shells of most surface 
condensers which use salt water for cooling? 

SO. What factors determine the heat-transfer coefficient of a surface condenser? 
Give approximate values for the tube surface required per turbine kilowatt developed. 

81. What is meant by temperature "drop" in a condenser? Give representative 
values for it. 

88. What kinds of pumps may be used as condenser circulating, condensate and dry- 
air pumps? 

88. How are reciprocating pumps designed for high-vacuum pumping service? 

84. Where may leaks occur so as to impair condenser vacuum? How may they be 
located? 

86. State the usual causes of the failure of a jet condenser to get sufficient water and 
explain remedies. 

86. How may an operator know whether decreased vacuum is due to leaks or to 
increased load? 

87. How may a jet condenser be started if it has become hot? 

88. How is a steam table used in determining whether or not a condenser is reasonably 
tight and efficient? What is another way of testing for tightness? 

89. Explain methods of cleaning condenser tubes inside and outside. 
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80. What are the relative importance of space, head-room and maintenance changes 
in selecting a condenser? 

81. How may cooling-water supply affect the selection of a condenser? 

85. What is a typical value for the cost of purifying feed water? How does this 
value enter into condenser selection? What per cent, of the original boiler feed is 
ordinarily recovered by a surface condenser? 

88. Why must a jet-condenser circulating pump alwasrs work against a 30 ft. greater 
head than a surface-condenser circulating pump under the same conditions? How 
may the pumping economy of a jet condenser equal that of a surface condenser in spite 
of this fact? 

84. How do the first costs of surface and jet condensers compare? Cost of cleaning? 

86. Explain with an example how the economic advantage of two condensers may be 
compared on the basis of capitalized saving. 

PROBLEMS ON DIVISION 9 

1. Steam is admitted to a steam turbine at 450 deg. fahr. It is exhausted at 225 deg. 
fahr. when running non-condensing and at 80 deg. fahr. when running condensing. 
What are the greatest possible thermal efficiencies when running condensing and non- 
condensing? 

5. If an engine has a mean effective pressure of 78 lb. per sq. in. running non-con- 
densing, what will be the saving in power due to condensing operation with a 26.5 in. 
vacuum? 

8. A turbine consumes 22 lb. of steam per h.p.hr. at 185 lb. per sq. in. abs. when run- 
ning non-condensing, exhausting against 1 lb. i>er sq. in. back pressure. What will be 
its steam consumption if its exhaust is condensed in a 29 in. vacuum? 

4. The vacuum gage of a condenser indicates 27 in. of mercury. The barometer 
registers 29.8 in. of mercury. What is the absolute condenser pressure in inches of 
mercury? In lb. per sq. in.? What per cent, of the vacuum possible at the prevailing 
barometric pressure does this represent? 

6. A siphon jet-condenser is required to condense 10,000 lb. of exhaust steam per 
hour with 36 lb. of cooling water per pound of steam. The velocity of the discharge 
through the tail-pipe is 5 ft. per sec. What should be the volume of the condenser? 
What should be the diameter, in inches, of the tail-pii>e? 

6. The vacuum gage of a jet condenser registers 27 in. of mercury. The barometer 
registers 30 in. The temperature of the cooling water at entrance is 80 deg. fahr. The 
temperature of the discharge is 105 deg. fahr. The engine exhausts 10,000 lb. of steam 
per hour. What is the temperature-difference between the discharge-water and the 
entering steam? How many gallons of cooling water are required per minute? 

7. The vacuum gage of a surface condenser registers 28 in. of mercury. The barome- 
ter registers 29.5 in. The condenser receives 10,000 lb. of exhaust steam per hour. 
The cooling water enters at a temperature of 67 deg. fahr. and leaves at a temperature 
of 87 deg. fahr. The temperature of the condensate is 85 deg. fahr. How much cooling 
water is used per hour? 

8. A surface condenser condenses 150,000 lb. of steam per hr. at an absolute condenser 
pressure of 1.1 in. of mercury. The circulating water enters the condenser at a tempera- 
ture of 60 deg. fahr. and leaves at a temperature of 77 deg. fahr. The condensate temper- 
ature is 80 deg. fahr. The condenser is of a modern dry-tube type. The velocity of the 
cooling water is assumed to be about 5 ft. per sec. What is the required area of tube 
■urface? 
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DIVISION 10 

METHODS OF RECOOLING CONDENSING WATER 

386. Condensing-Water For Steam And Ammonia Con- 
densers May Be Used Over And Over Again if some means for 
re-cooling it economically is available. Re-cooling of con- 
densing water may be necessary when, due to material limita- 
tions, or for economic reasons, an ample supply of the water 
is unavailable. Re-cooling of the water conserves the water. 

386. The Cooling Effect Of Cooling Ponds, Sprays and 
Cooling Towers, on condensing water is due to three causes. 
(1) Evaporation of the waier, (2) Direct heat transfer by con^ 
dilution and convection, which is of minor consequence as 
compared to that of the evaporative effect. (3) Direct heat 
transfer by radiation which also is of minor consequence. The 
cooling effect of evaporation is due (See the author's Practical 
Heat) to the fact that whenever a liquid evaporates — when 
it is transformed into a vapor — an amount of heat equivalent 
to its latent heat of vaporization must be absorbed by it to 
effect the vaporization. In the atmospheric cooling of 
condensing water, practically all of this heat which is required 
to effect the evaporation of the condensing water is abstracted 
from the unvaporized portion of the condensing water itself. 
Thereby the remaining portion of the water is cooled. A 
minor portion of this heat which is required to effect the 
evaporation is abstracted from adjacent air and objects. 

Note. — The cooling effect of the direct heat-transfer (See the author's 
Pbactical Heat) is usually of minor consequence; see Note under 
Sec. 399. This direct-heat-transfer cooling effect is caused by the heat 
in the condensing water being conducted and radiated into the surround- 
ing air and objects. 

387. Atmospheric Recooling Of Condensing-Water, after 
the water has been discharged from the condensers, may be 
promoted by bringing the water into intimate contact with 
the air of the atmosphere and by the evaporation of a part 
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of the water. Intimacy of contact with the air and ample 
surface to promote effective evaporation is secured by break- 
ing up the mass of water into a fine spray or into a multitude 
of tiny streams or rivulets or by spreading it out over an 
extensive area in a shallow pond. The recooling effect 
depends upon: (1) The iemperalure-difference between the 
water and the air. (2) The relative humidity of the air. High 
humidity and high air-temperaturea are drawbacks to satis- 
factory re-cooling. (3) The degree of contact-intimacy. 



Jia.312.— "Burhoni"M«t»llioTower Fia. 313.— ■■Burhoro" MetalliG Taw«i 

For Cooling The Water Foi Double- For Coolinc The Water For Ad AIdum- 

Pipe AmmoDia Condenaer. pheric Ammonis Coodenaer. 

. ^OTB. — Profitable operation of an atmospheric recooling Byatem is, 
in general, mainly dependent upon the degree of effectiveneea with which 
all parta of the water are brought into contact with the air. 

Notes. — ModerN'Typg Steam-Con DENSEite Ordinarily Opebath 
(Sec, 328) With Vacua Ranging From AeonT 28 In. To 28 In. of 
mercury column. Aasuming the temperature of the water entering 
the condenser to be about 85 deg. fahr., the discharge temperature, 
corresponding to the vacua above noted, would range from about 90 to 
110 deg. fahr. 
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The Temperature Of The Water Leaving An Ammonia Condenser 
(Figs. 312 and 313) of the submerged type may be from about 75 to 
80 deg. fahr., while the water from an atmospheric ammonia-condenser 
may during the summer months have a temperature of from about 75 to 
85 deg. fahr. This subject is discussed in the Author's Mechanical 
Refrigeration. 

The Temperature and Relative Humidity Op The Atmospheric 
Air (Table 388) are dependent upon the locality and the season of the 
year. For practical purposes, the local weather bureau reports may be 
referred to for this information. But where these are not obtainable, 
the relative humidity (see the author's Practical Heat) must be deter- 
mined (Sec. 389) by the use of instruments made for the purpose. 

389. To Detennine The Relative Humidity Of The Air, a 

sling psychrometer (Fig. 314) may be used. This instrument is 
formed with two ordinary thermometers. The dry bulb of one 

Ti, is dry and bare, so as to be exposed 
directly to the temperature of the air. 
The wet bulb of the other, T2, is covered 
with cotton gauze or cloth which is satu- 
rated with water. 



Explanation. — If air is blown over the two 
thermometers, or if they are swung by rotating 
the handle, Hy rapidly through the air, the one 
having the "wet bulb" will generally show a 
lower reading than the one with the "dry bulb." 
This is due to the fact that, in general, atmos- 
pheric air is not fully saturated (see the author's 
Practical Heat). It will still have some 
capacity for absorption of moisture. Therefore 
it will absorb moisture from the wet gauze which 
envelopes the "wet bulb." A cooling effect, due 
to evaporation of the moisture in the gauze, is 
thereby produced. 



'Supporting Eye 




Dry Bulb 
'Thermometer 



mt Bulb 
Thermometer- 



'•Motstened- 
Chtti 



FiQ. 314. — Sling Psy- 
chrometer For Determin- 
ing Relative Humidity. 



390. The Relative Humidity Of The 
Air Is A Function Of The Temperature - 
Difference Indicated By The Wet- And Dry-Bulb Ther- 
mometers Of A Sling Psychrometer (Fig. 314). Hence, when 
the temperature-difference shown thereby is known, the 
corresponding relative humidity may be computed therefrom, 
or it may be obtained directly from the results of such com- 
putations, which are given in Table 393. How these relative- 



Seg. 391] METHODS OF RECOOLING CONDENSING WATER 333 

humidity values are utilized in practical computations will be 
hereinafter explained. 

Note. — When there is no difference (Table 393), between the readings 
of the wet- and dry-bulb thermometers (Fig. 314), then the air is fully 
saturated with moisture. That is (Sec. 387), the air has absorbed as 
much water as it can possibly retain, at the given temperature, in a 
vaporous condition. Hence, no cooling effect, due to evaporation from 
the wet bulb, can result. The relative humidity is then 100 per cent, 
(see the author's Practical Heat). 

Example. — ^When the dry-bulb thermometer (Fig. 314) reads 70 deg. 
fahr., and the wet-bulb thermometer reads 60 deg. fahr., the temperature- 
difference = 70 — 60 = 10 deg. fahr. The corresponding relative humid- 
ity, from Table 393, is 55 per cent. This value is found in the same 
horizontal column with the given value, 70, of the air-temperature and 
in the same vertical column with the computed value, 10, of the tempera- 
ture-difference. 



i/ftC 



391. The Limit Of Atmospheric Cooling Is The Wet-Bulb 
Thermometer Temperature. — Careful investigation proves 
that this is the lowest temperature attainable by cooUng in 
fj:ee contact with the atmosphere (Cooling Tower Company). 
^his temperature is, then, a measure of the efficiency of any 
atmospheric-cooUng device. Perfect apparatus, that having 
an efficiency of 100 per cent, would reduce the temperature 
of the cooled water to that of the wet bulb. The number of 
degrees temperature decrease thus effected, would be the 
ideal range. The number of degrees temperature decrease 
attained in practice is the actual range. Hence: Actual range 
-7- Ideal range = Efficiency of the apparatus, or the percentage 
of the ideal which is actually realized. See Sec. 392 for the 
formula which expresses this relation. 

^ NoTE.-^=The wet-bulb temperature, therefore, bears the same relation 
, to atmospheric cooling that the barometic height does to condenser 
) vacua. It is the ideal minimum temperature which can be approached 
^ infinitely close but which can never be passed. How nearly this ideal 
minimum temperature may be attained is determined by: (1) Water dis- 
tribution. (2) Cooling surface. (3) Air supply. Increasing the effec- 
tiveness of any or all of these elements decreases the : first cost, operating 
\ expense, and maintenance expense. There is then, a certain degree of 
^tainment toward the ideal past which it does not pay — ^in dollars and 
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cents — to proceed. The determination of this "point of maximum econ- 
omic effectiveness" is a problem for specialists. 

392. The Efficiency Of Any Atmospheric Cooling Device, 

cooling pond, spray nozzle installation or cooling tower, may 
be computed by the following formula: 

(92) E = 100 I'' " l'^ (per cent.) 

Wherein E = the efficiency, in per cent. Tf\ = the tempera- 
ture, in degrees Fahrenheit, of the water coming to the cooling 
device. Tf2 = the temperature, in degrees Fahrenheit, of 
the cooled water leaving the device. T/u, == the wet-bulb 
temperature of the surrounding atmosphere in degrees Fahren- 
heit, corresponding to the given relative humidity, as com- 
puted from Table 393. 

Example. — The temperature of the water entering a cooling-tower is 
108 deg. fahr. The temperature of the water leaving the tower is 88 deg. 
fahr. The temperature and relative humidity of the outside air are, 
respectively, 70 deg. fahr. and 60 per cent. What is the efficiency of 
the tower? 

Solution. — By Table 393, the difference between a dry-bulb tempera- 
ture of 70 deg. fahr. and the corresponding wet-bulb temperature, for 
61 per cent, relative humidity, is 11 deg. fahr., while the difference for 
48 per cent, relative humidity is 12 deg. fahr. Therefore, the wet-bvJh 
temperature corresponding to 60 per cent, relative humidity = 70 — { 11 + 
[(12 - 11) -^ (51 - 48)]} = 68.7 deg. fahr. Then, by For. (92), the 
efficiency of the tower = E = 100[(!r/i - Tf^)/{Tfi - T/«)] = 100 X 
[(108 - 88) ^ (108 - 68.7)] = 51 percent. 
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394. The Wei^t Of Water Vapor WMch Is Contained In 
A Cubic Foot Of Atmospheric Air Is Determined By The Tem- 
perature And The Relative Humidity Of The Air. — The graph 
Fig. 315 indicates the relation between temperature and weight 
for air of 100 per cent, relative hu- 
midity. To obtain the weight at 
any relative humidity other than 
100 per cent., multiply the value 
' taken from the graph by the 

known relative humidity expressed 
decimally. 
Pio. 316.— Graph Showing Be- EXAMPLE. — The temperature of ft cer- 
W^"ht^orW8j™^'r„"l "cu^ '"'" volume of air is 100 deg. fahr. Its 
Ft Of Air Of 100 Per Cent. ReU- relative humidity is 55 per cent. What 
Uts Humidity. IB the weight, per cubic foot, of its 

moisture content. Solution. — From 
the graph of Fig. 315, the weight of the water-vapor content in 1 cu. 
ft. of air, at 100 deg. fahr. and at 100 per cent, relative humidity, is 0.003 
lb. Hence, for 55 per cent, relative humidity, the TooiatuTe content qf 
il\4 air = 0.003 X 0.55 = 0.00166 lb. -per cu. Jt. 

Note. — When air is "saturated," its relative humidity is then 100 
per cent, and the weight of water-vapor content in it is a maximum. 
Hence, for saturated air, the weight of its water-vapor content ia deter- 
mined solely by the temperature. Ijke- 
wise, assumiDg any constant relative 
humidity, the weight of the water vapor 
content will be determined solely by the 
temperature. 

396. The Water Vapor Pressure 
Verted By Water Vapor In Air Is 
Determined By Its Temperature 
And By The Relative Humidity.— 
Water-vapor-pressure values are 
used in computing the effectiveness 
of cooling ponds and towers and «^'^'<- Th™ Are Merely vd- 

... " '^, . , „ uw Plotl*d From A St«oi Table. 

smiilar condensing - water - cooling 

arrangements. The graph of Fig. 316 shows the relation 
between temperature and vapor pressure for saturated-air 
water vapor, that is, for the water vapor in air which is of 100 
per cent, humidity. 
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Note. — To Obtain The Wateb-Vapob PnEaaDBE EbcERTED Bt 
Vapor In UM-SATtrttATED Am, multiply the preeaure v&lue (taken from 
Fig. 316) which corresponds to the known temperature, by the relative 
humidity, expressed decimally, 

396. Three Principal Devices For Bringing The Water And 
Air Into Intimate Contact In A Recooling System are com- 
monly available. These are; (1) The simple cooling pond or 
tanJc (Fig. 317). (2) The spray-fountain (Fig. 318). (3) 
The cooling-tovier (Fig. 319). Each of these devices has its 
particular field of application, as will be shown in following 



397. Cooling Ponds May Satisfy The Requirements Of A 
Recooling System Where Ample Ground Space Is Available. 
The operation-expense of a simple coohng pond is very low. 
The power-cost may be, and often is, practically zero. Gen- 
erally, however, for plants exceeding about 1,000-h.p. capacity, 
the area and investment necessary for an adequate cooling 
pond would be so extensive that the annual cost of the pond 
would be prohibition. Hence, for the larger plants, more 
compact devices, as spray fountains and cooling-towers, may 
be more economical and satisfactory, 

398. The Rate Of Evaporation From A Simple Cooling 
Pond, When The Air Is Perfectly Calm, may be computed 
by the following formula: 

(93) W = (243 + 3.7T/)(Pv - P.M) ( grains per sq.ft. perhr,) 



338 



STEAM POWER PLANT AUXILIARIES [Div. 10 



Wherein W = the weight of water evaporated, under calm 
air, in grains per square foot per hour; it may be increased 
materially by the effect of wind; see following note. T/ = 
the temperature of the water, in degrees Fahrenheit. Pv = 




I-Ploin View "_ 



Sucffon 
Well'. 




FiQ. 318. — Diagram Showing Schutte And Koerting Double Spraying Ssrstem. In 
Winter One Side Is Shut Down. (Spray nossles are set at an angle of 45 degrees to 
the horizontal.) 



the vapor pressure, in inches of mercury-column, as taken 
from the graph (Fig. 316), for saturated air at the given 
temperature. M = the per cent., expressed decimally, of 
the relative humidity of the air, as found in Table 393. 
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Note. — In the expression " {P, — F,M)," in the above equation, "P," 
ia the vapor preeeure which would be exerted by a saturated air vapor 
at the given temperature and "PJtl" is the vapor pressure actuaUy 
exerted by the -non-Baturat«d air vapor under consideration. Their 
difference ia a measure of the t«ndency to promote evaporation. Se« 
Sec. 395. 



Fnrutl DiwfT Optrotlm Nertural Droift Optrotkn 

Pio. 319.— Worthington Coolini-TowBi Uaina Either Foraed Or Nstural Draft. 

Note. — In Practice, The Weight Of The Evaporation may, due 
to normal wind velocities, be from 2 to 12 times greater than the value 
obtained by the preceding formula. A fair average ia from 6 to 8 times 
the computed value. 

Note. — For. {93) may be rewritten as follows: 
(94, y.. (243+3.7rj(P.-P.W (,k. p., „. ,.. pe, k,, 

Wherein W„ — weight of water evaporated, under calm air, in pounds 
per square foot per hour. T/, P, and M are as given in For. (93), 
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Example. — The temperature of the water in a cooling pond is 80 deg. 
fahr. The air-temperature is also 80 deg. fahr. The relative humidity 
is 75 per cent. Assuming that the prevailing wind-velocity multiplies, 
8 times, the rate of evaporation under calm air conditions, what is the 
approximate rate of evaporation, in pounds per square foot per hour? 
How many square feet of the pond surface are required to give off each 
pound of the evaporation? Solution.— The graph of Fig. 316 shows 
the water vapor pressure corresponding to a temperature of 80 deg. fahr, = 
1.0 in, of mercury-column. By For. (93), the rate of evaporation in calm 
air ^W ^ (243 -f 3.7!r/)(P„ - P„M) = (243 + 3.7 X 80) X [1 - (1 X 
0.75)1 = 134.75 grains per sq. ft. per hr. The avoirdupois pound con- 
tains 7,000 grains. For the prevailing wind-velocity, the approximate 
rale of evaporation = (134.75 X 8) -i- 7,000 = 0.154 Ih. per sq. ft. per hr. 
Therefore, 1 -j- 0.154 = 6,49 sq. ft. per lb. per hr. = number of square 
feet of pond surface necessary to evaporate 1 lb. of water per hour. 

399. The Evaporation Of One Pound (1 lb.) Of Condensing 
Water Is Equivalent To The Abstraction Of About 1,000 B.t.u. 
From The Water. — This is true because, as shown in any 
steam table, the latent heat of vaporization (or evaporation) 
of water vapor is, for the vapor pressures encountered in 
cooling-pond, spray-nozzle and cooling-tower practice, about 
1,000 B.t.u. The approximate vapor pressure in any instance 
is that, as taken from the graph of Fig. 316 corresponding to 
the existing air temperature. The exact vapor pressure is 
that taken from Fig. 316 for the given air temperature, multi- 
plied by the relative humidity. The relative humidity may 
be obtained as explained in Sec. 390. 

Example. — If 8 lb. of water evaporates from the water in a cooling 
pond, a spray pond or a cooling tower, there will thereby be abstracted 
from the water in the pond approximately: 8 X 1,000 = 8,000 B.t.u. 

Note. — With low air-temperatures, radiation of heat from the pond, 
and transfer of heat to the air by conduction and convection, assist, to 
some extent, in cooling the water. The loss of heat by evaporation may 
under this condition, be somewhat reduced. With high air-temperatures, 
the reverse is true. It is generally observed that, in moderately -warm 
weather and under ordinary conditions, approximately 90 per cent, of 
the cooling effect is due to evaporation and 10 per cent, to other causes. 

400. In Estimating The Requisite Surface Area For A 
Simple Cooling Pond, for cooling the circulating water of a 
steam condenser, (Fig. 320) it may, safely, be assumed that: 
(1) The total heat given up or lost by the cooling-pond water is 
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solely that abstracted from the loater by evaporation. (2) The 
total heat imparted to the water is the heat given thereto in the 
condenser by the steam during its condensation therein. Hence, 
if the temperature of the condensing water in the pond is to 
be maintained constant, the pond area must be sufficiently 
great that it will, by its evaporative effect, release the same 
amount of heat per hour as is imparted to it per hour by the 
condensing steam. Now, it may also be assumed that the 




heat, in B.t.u., which is given up to the condensing water by 
1 lb. of steam when the steam is condensed, is equal to the 
heat, in B.t.u., which is abstracted from the cooling-pond 
water by 1 lb. of the water when it evaporates. In both cases, 
the amount of heat is about 1,000 B.t.u.: 

Therefore: The approximate requisite total pond-area vdU 
resuU if the area (Sec. 398) which is required to give off 1 lb. of 
evaporation per hour, is multiplied by the number of pounds 
of steam which is condensed per hour. 

Note. — The Above AseUMPnoNs Are Not Stbictly Accurate. 
But inasmuch as the resulting values which. are obtained by ueipg For. 
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(93) and (94) must be increased (Sec. 398) by from 2 to 12 times to cor- 
rect for wind effect, the above-indicated method is sufficiently accurate 
for estimating. 

Note. — The Coolinq Effect Of The "Make-Up" Water May Be 
Disregarded because the make-up water — that which must be replen- 
ished because of evaporization, windage and other losses — ^is less than 
2 to 3 per cent, of the total amount of water which is circulated. The 
variation in evaporative effect due to wind (Sec. 398) will more than 
offset the cooling effect of the make-up water. 

Example. — A steam condenser (any type) is required to condense 
3,600 lb. of exhaust steam per hour. The water will be discharged to a 
cooling pond for recooling. The temperature of the discharge water 
will be 80 deg. fahr. The air temperature is also 80 deg. fahr. The 
relative humidity is 75 per cent. What should l>e the area, in square 
feet, of the cooling pond? 

Solution. — It is computed in the Example under Sec. 398 that, under 
the conditions just specified, each 6.5 sq. ft. of pond area will evaporate 
1 lb. of water per hour. Hence (Sec. 400: ToUd pond area — Area re- 
quired to give of 1 Ih. evaporation per hour X Number of pounds steam 
condensed per hour), the total pond area should be: 6.5 X 3,600 = 23,400 
sq. ft. 

401. The Requisite Area For A Simple Cooling Pond 
Cannot In Any Case Be Computed Precisely, due to the 

numerous variables which are involved. The most important 
of these are (1) the temperature and humidity of the air (Sec. 
387) (2) the solar reheating effect and, particularly (3) the wind- 
velocity (Sec. 398). The type of condenser and the kind of 
condenser-service, whether steam or ammonia, may also 
aflfect the problem. 

Note. — When A Cooling Pond Is Located On The Roof Op A 
BuUiDiNQ, Thebe Is Mobe Solab Reheating. Hence, in such loca- 
tions, the pond area must, usually, be greater for an equivalent effect. 
If spray nozzles are used over a roof pond, the same nimiber spaced in 
the same way will not, ordinarily, give a^ good results as over a surface 
pond. 

402. Some Cooling-Pond-Area Data Are: It has been 
determined (Proceedings A. S. M. E., Apr.j 1912, pa^e 607) 
that, in the northern part of the United States, 120 sq. ft. of 
cooling-pond surface will suffice for 1 h.p. of steam-condenser 
service. This value is based upon a 26-in. vacuum and a 
steam consumption of 15 lb. per h.p. per hr. Cooling-pond 
area is sometimes determined upon the assumption that 8 sq. 
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ft. will suffice for each pound of steam condensed. Also, 
that 1 sq. ft, of pond area will give off 4 B.t.u. per hour per 
deg. fahr, difference between the water-and air- temperature 
in summer, and 2 B.t.u. in winter. 

403. The Depth Of Simple Cooling-Ponds is usually from 
3 to 4 ft. The depth has httle influence on cooling effective- 
ness, provided the surface-area is ample, since the cooling is 
determined almost wholly by the surface area which is exposed 
to the air and from which evaporation can take place. 

404. Spray Fonntains Are Often Used In Comiection 
With Coolki-Ponds.— This arrai^ement (F^. 318 and 321) 



p^mits of a considerable reduction in the area of the pond. 
The fine division of the water particles by the sprays (Fig. 
318) insures a maximum of water surface in small space and 
thereby facititates the cooling effect due to evaporation and 
air contact. 

Note. — The passage of the water through the cores of the nozzles 
(F^. 322 aad 323) on a, apray fountain, breaks it (Figs. 324, 325 and 326) 
into a fine mist. These nozzles are, generally, set either vertically 
(Fig. 324), at an angle of 45 deg. with the horizontal (Fig. 318), or at an 
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angle of 60 deg. with the horizontal (/, Fig. 327). These arrange meats 
secure a wide distribution of the Bpray. They also tend to induce air- 
currenta, even on calm days, which greatly augment the cooling effect. 



Fio. 323. — Koertiua M ulti-Spra 



406. The Conditions Which Mainly Control The Amount 
Of Recooling Produced By Spray Fountains have been deter- 
mined by testa. It has been demonstrated (Fig. 328): (1) 
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That recooUng is more affected by the air-lemperature and 
humidity than by the temperature of the water coming from the 



Fm. 32S.— Form Of iBtermincled Spra^ From Three Noula. 

condensers. (2) That toith 80 to 90 per cent, relative humidity, 
the water-temper<Uure can be lowered to within 12 or 13 deg. 
fahr. of the dry-bulb air-temperature. (3) That jmUi 20 to 30 



per cent, relative Humidity, the water'temperature can be lowered 
about 8 deg. fahr. below the dry-buU> air-temperature. (4) Thai 
the loss of water ia usually about 6 per cent. 
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Fig. 327.— UtlUiioc Roof-Space For Bprsy-CooUni 



Orsph Ot Spny-Noiile TesU Od A " Cooliiut-Toirer-CompBny " InstsOi- 

r apringB, Now York, September. 1019. (Flat spray noiil« were used, 
6,000 gB.\. per min. on ete&m-condeiuer duty. The sapuitr (si«) ol 
wte eo gnl per rnin. at BH lb- per aq. in. preHire. ThsVKlu* at "K." 
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406. To Compute The Temperature Reduction Which Can 
Be Effected By A Spray-Nozzle Installation the following 
formula can be used. It is quoted from The Cooling Tower 
Company's Catalogue and is the basis of its guarantees. 

(95) Tf2 = 



Tn- 



T- -J 



Kn X 100,000,000 



Wherein, all temperatures are in degrees Fahrenheit and; 
Tf2 = temperature of cooled water after spraying. T/i = 
temperature of water before spraying. T/x = (47/^ + T/d) 
-T- 6. Tfd — dry-bulb-thermometer or air temperature. T/w 
= wet-bulb-thermometer temperature. Xn = a constant = 
5.1 for average installations operating at 63^ lb water pres- 
sure but it may vary from 4.0 to 5.7. These values for Kn 
were determined from tests made by the Cooling-Tower 
Company using the impact nozzle of Fig. 326. Kn varies 
with the type, size and spacing of the nozzles and with the 
water pressure and wind velocity. For equal operating pres- 
sures and atmospheric conditions, the value of Kn depends 
mainly on the pond exposure, the size of the nozzles and the 
ratio of pond area to water sprayed. 

Note. — The Predetermination Of The Proper Value For K^ 
for any given installation, requires extensive experience in this branch 
of engineering. Consequently, to design a cooling system which will 
develop a given value of Knj a thorough knowledge of the local conditions 
is necessary as well as a practical understanding as to the effects of such 
conditions. It is feasible, should the service conditions justify the expen- 
diture, to so design the system that the value of Kn will be as low as 4.0 
or even less. 

Example. — See Fig. 328 which indicates the approximate agreement of 
of actual observed values with values obtained by computation with 
For. (95) using a value of 6.7 for /^». 

Note. — By using values from Table 388, the probable temperature 
reduction which may be expected in any locality can be computed. 

Note. — Performance Guarantees On Combined Condenser-And- 
Sprat-Cooling Outfits can be obtained from certain manufacturers — 
Schutte & Koerting Co. for example. In such guarantees, the vacuum 
performance of the condenser is based on the outside-air temperature — 
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not on the temperature of the injection water; a standard relative humid- 
ity as is assumed. 

407. The Size And Number Of Nozzles To Be Used In A 
Spray-Fountain (Table 408) depends upon the quantity of 
water to be handled. It is commonly assumed that a single 
spraying system will, under normal conditions, cool the water 
about 20 to 30 deg. Fahr. This is considered sufficient 
(Table 410) for ordinary steam-condenser service. However, 
it is often considered desirable to spray from 25 to 55 per cent, 
of the condensing water a second time before sending it 
through the condenser. 

408. Table Showing Spray-Nozzle Capacities In Gallons 
Per Minute. (Schutte & Koerting Company). 

Note. — Nozzles of 2-in. pipe^ze are most frequently used. These are 
commonly regarded as the most economical. The outlet orifice in the 
tip of a 2-in. nozzle has a diameter of about 0.8 in. The hydraulic 
pressure required to force the water through the nozzles should never 
exceed about 14 lb. per sq. in., gage. 



Pipe-size of 
nozzle, in inches 


Pressures on nozzles, in pounds per square inch 


5 


6 


7 


8 


9 


10 


2 


54 


60 


65.5 


70.5 


75 


78 


2H 


77 


85 


92 


98 


103 


106 


3 


115 


125 


133 


140 


146 


151 



409. The Spacing Of The Nozzles In A Spray-Fountain 

depends mainly upon the design and size of the nozzles. 
Centrifugal nozzles of 2-in. size are usually spaced about 8 to 
10 ft. from center to center. Nozzles of larger size may be 
set proportionately further apart. 

Note. — A typical installation, spraying 4,800 gal. per min., consists of 
9 rows of nozzles, with 8 nozzles in each row. Thus, each nozzle sprays 
4,800 -^ (9 X 8) = 66?^ gal, per min. The rows are 20 ft. apart, and the 
nozzles are spaced 13 ft. between centers. A 2-in. nozzle (Table 408) at 
a little over 7 lb. per sq. in. water pressure would meet these requirements. 



Sec. 410] MET HODS. OF RECOOLINQ CONDENSING WATER 349 



0) 







s^ 



a> 



^ 



c8 M 
M OP 

00 



II ^- 





o3 ^^ 

u u 



a 



OP 



o .s 




i.a 



M 



a 



i ^ "S ti 




I ■§ I § I 



o 8 



•T3 © 



-^ I 







c^ 






CO 



X 



o 






CO 



S 



CO 






S 



S^ 



CO 






CO 



CO 
CO 



CO 



g 



oo 






CO 



350 STEAM POWER PLANT AUXILIARIES [Div. 10 

411. The Ground-Area Required For Spray-Fountain Ponds 

is much less than that required for simple cooUng-ponds. It is 
commonly assumed that for small plants, under 500 h. p., 1 sq. 
ft. of surface will suffice for the cooling of 150 lb. of water per 
hr. For plants of about 5,000 h.p., 1 sq. ft. of surface will 
usually suffice for the cooling of 250 lb. of water per hr. For 
plants of about 1,000 h. p., 1 sq. ft. of surface may be assumed 
as sufficient for the cooling of 200 lb. of water per hr. 

Note. — Spray-Fountains Should Be Surrounded By Wind- 
Breaks, in order to avoid excessive water-loss, due to heavy winds. 

412. Spray-Fountains Are Sometimes Located On Power- 
House Roofs (Fig. 327). This is usually done where ground- 
area is unavailable. The extra power required for elevating 
the condensing wat«r may, with some types of condenser 
installations (Fig. 327), be offset by utilizing the hydrostatic 
head, thus obtained, for sending the recooled water through 
the condenser. 

Explanation. — The water from the hot-well (Fig. 327) is pumped to 
the spray-nozzles J, by the centrifugal pump, (7, through the discharge- 
pipe, H. The recooled water in the spray, V, runs into the trough K, 
It then flows through the low-level-jet eductor condenser (7, under the 
head due to its elevation above the hot-well. 

413. The Power Required To Operate A Spray-Fountain 

in connection with a steam-condenser equipment is not great. 
The pressures generally used seldom require more than 1.5 to 
2 per cent, of the main-engine power. This is equivalent to 
about 10 per cent, of the power saved by condensing over non- 
condensing operation. Very often, the circulating pump (Sec. 
353) may be used to deliver the water directly to the nozzles. 
Installation of additional pumping equipment is thereby 
avoided. This can generally be done with surface-condensers 
(Sec. 335) and low-level jet- or eductor-condensers (Sec. 336) 
but not (Sec. 339) with barometric condensers. 

414. A Cooling-Tower (Fig. 319) consists, essentially, of a 
tall, narrow, wooden or sheet-iron structure, so arranged 
internally that after the warm condensing-water has been 
elevated to the top under pump-pressure, it will fall, by gravity, 
in a multitude of thin sheets or trickling streams, into a reser- 
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voir or sump, S, which is located beneath the tower. In falling 



gft»"J|; ij^ 




3A_LJ a^ ; 3SJ Y .— 



—■'wheeler" Cooling-Tower Spbsh 
Counter-Flow Syatem. 




n- Section ThrouHh DistHbulor JiiMl D«Cli6 



it is cooled by the air which surrounda it. The devices for 
dividing the water into fine sheetSj droplets or sprays may 
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consist of: (1) Checker work (Fig. 329). (2) Cmrugated sur- 
faces. (3) Trmtghs or haffies (Fig. 330 and331). (4)Galvamzed 
steel wire screens or perforated trays. (5) Masses of lile-tvbing 
or gatvanized iron pipes (Fig. 332) set vertically. 







Fid. 332.— iDterloeluDK Pipe Filling Id Minus Chamber 01 WorthinfUm Tc 



Note. — In every case, the tower ib open at the top, and is so arranged 
at the bottom that atraoepheric-air will circulate (either by natural draft 
or by pressure of a fan-blower) through the descending water. The 
water gives up its heat to the ascending air-currente by evaporation, 
convection and radiation. 



^miMpherio CooUna Tawc 



NoTB. — From 75 To 85 Per Cent. Of The Recoouno Effected 
In a Cooling-Tower Resclts From Evaporation in moat power 
plant installations. The percentage of recooUng effected by conduction, 
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connection and radiation, both in the tower and from the piping which 
conveys the water thereto, ia usually, in power plante, comparatively 
inaigmficant probably rarely exceeding more than 2 per cent. But where 
towers are used for cooling water from high temperature Btilla, where the 
cooling range may be 100 deg. fahr. or more, then, the combined cooling 
effect due to radiation and conduction may be greater than that due to 
evaporation. 



Wood Checebb Work (Fig. 329) Fob Coouno Towers usually con- 
BiBts of 1 X 4riD. cypresB or swamp-cedar boards set on edge and spaced 
about 4 ID. apart. 

416. Cooling Towers May Be Divided Into Foui General 
Classes: (1) Open or atmospheric-towers (Fig. 333) using 
natural drajt (2) Closed or ehimney-fiiie towers (Fig. 334) 
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using natural dro^l. (3) Closed or chimney-fiue towers (Figs, 
335 and 336) using forced draft. (4) Closed or fiue-tmoers 



FiQ. 336,— ForoBd Draft Cooling Tower With Surface Condeneer, (Worthiii«ton 
Company.) 

(Fig. 319) using either forced or natural draft. The sides of 
open or atmospheric towers (Fig. 333) are usually louvred, 
(Fig. 337) to prevent the water from being blown out of the 



Fio. 337, — "Burhom" She*t-Mfltal Cooling-Tower Louvree, 

tower. Louvres actually decrease the cooling effect but must 
be employed to minitnize water waste. 
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416. The Closed Or Flue-Towers Are Completely Enclosed, 
Except At Top And Bottom. — Openings are provided in the 
base for admission of the fan blast in the one case or the 
natural air-currents in the other. Natural draft in these 
towers depends entirely upon the chimney action of the tower. 

Note. — Choice Op Forced Or Natural Draft mainly depends up- 
on space considerations on the one hand and operating-cost on the other. 
A forced-draft installation occupies less space than one usmg natural 
draft, but the operating expense is greater. Where cooling-towers are 
designed (Fig. 319) for using either forced or natural draft, the forced 
draft may be used during the hot season and the natural draft in cool 
weather. 

The Open Tower (Fig. 333) Permits A Somewhat Greater Loss 
Op Water Than The Closed Tower (Fig. 334). This is due to winds 
blowing through the louvres of the open tower. Generally, the air does 
not mingle so effectively with the water in' open towers as it does in 
closed towers, but the closed tower must be larger for the same cooling 
effect. In many fan (forced-draft) towers, the water lost is greater than 
in an atmospheric tower of about the same size. This is because a large 
amount of water, as entrained moisture, is carried away in the forced- 
draft towers due to the high air velocity. Since such water has not been 
evaporated, it represents pure waste — ^it has performed no useful work 
of cooling by its evaporation. With a forced-draft and an atmospheric 
tower operating side by side, the water loss from the forced-draft tower 
may be as great as 10 per cent, and that from the atmospheric tower as 
small as 2 per cent. 

417. The Principles Involved In Cooling-Tower Computa- 
tions are similar to those pertaining to cooling-ponds and 
spray-fountains. The cooling effect depends upon the water- 
and air-temperatures, the relative humidity of the air, and the 
effectiveness of air-and-water contact. Towers of different 
types vary in the effectiveness with which the air is utilized 
as a cooling medium. 

418. Computations To Determine Cooling-Tower Per- 
formance Should Be Based On The Results Of Tests And 
Practice rather than on entirely theoretical assumptions. If 

[ the condition of the atmosphere as to temperature and humi- 

V dity, the temperature of the water coming from the condensers, 

S the quantity of water each unit-volume of air will absorb, 

; and the degree of eflSciency under which the tower will operate, 

i^re known, then reasonably-close approximations may be 
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made for any specific case by applying the general methods 
of computation (Sec. 398) previously given for cooling-ponds. 
The general method is illustrated in a following example. 

Note. — In the operation of a cooling tower, the same water is used 
over and over again. Through the process of cooling there is a certain 
loss which must be made up from some outside source. The water which 
must be supplied to compensate for this loss is known as the make-up 
wetter. Make-up water is equal to: {water lost by evaporation) -|- (water 
which is splash^ or blown out of the cooling tower,) Assuming that there 
is no loss except that due to evaporation, the amount of heat (in B.t.u.) 
taken away from the water in circulation, will (See Sec. 400) equal the 
number of pounds of water lost, multipHed by approximately 1,000. 
In other words, every pound of water evaporated will carry away 1,000 
B.t.u.y and cool 1,000 lb. of water 1 deg. fahr., or 100 lb. of water 10 deg. 
fahr., etc. Therefore, to cool 100 lb. of water 10 deg fahr., requires the 
evaporation of 1 lb. of water, or 1 per cent, of the amount cooled. Thus, 
theoretically, the make-up water will be 1 per cent, of the water circu- 
lated, to cool the water 10 degrees. Actual tests on several Burhom 
towers under different conditions, have shown the actual loss to be 
less than IJ^ per cent, of the total amoimt circulated, or practically 
that due to evaporation. 

Under usual ammonia-condenser conditions, a cooling tower may be 
expected to cool the water by from 5 to 14 deg. fahr. ; about 10 deg. fahr. 
is a reasonable expectancy. For steam condensers, a tower may be 
expected to decrease the temperature of the water by from 20 to 50 deg. 
fahr. 

419. To Compute The Average Temperature Reduction 
Effected In Summer Weather By Atmospheric Cooling 
I Towers now in operation in this country and abroad, use the 
following empirical formula which is derived from the results 
of a large number of tests. It is quoted from The Cooling 
Tower Company's Catalogue. 

(96) Tsa = ^'^ ^ ^l'"- "^ ^'' (deg. fahr.) 

Wherein, all temperatures are in degrees Fahrenheit and: — 
Tfa = average temperature, of the cooled water which leaves 
cooling towers. T/d = dry-bulb-thermometer or air temper- 
ature. Tfw = wet-bulb-thermometer temperature. T/i = 
temperature of water entering the cooUng tower. 
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Examples. — See Tables 421 and 422 which show average values com- 
puted with the preceding formula. By using values from Table 388, 
the probable temperature reduction which may be expected in any 
locality can be computed. 

Note. — Cooling towers cwi be designed which will, for certain cooling 
ranges and atmospheric conditions, reduce the cooled-water temperature 
by from 10 to 50 per cent, below that given by the preceding formula. 
The possible maximum temperature reduction is determined by the 
cooling range and by atmospheric conditions. See Tables 421 and 422. 

420. Typical Data Pertaining To Cooling-Tower Perform- 
ance have been obtained from a series of tests made with 
closed cooling-towerfe using forced draft. They are as follows: 

Data. — Quantity of water circulated = 640 gal. per min. Tempera- 
ture of air entering the tower = 70 deg. fahr. Temperature of air 
leaving the tower = 94 deg. fahr. Relative humidity of air entering 
the tower = 50 per cent. Relative humidity of air leaving the tower = 
100 per cent. Temperature of water entering the tower == 108 deg. 
fahr. Temperature of water leaving the tower = 88 deg. fahr. quantity 
of air circulated = 50,000 cu. ft. per min. Efficiency of tower (For. 
92) = 51 per cent. These data represent about average practice for 
the given type of installation. 

Example. — Using the above data, and allowing 8.3 lb. to the gallon, 
the ?ieai added to the water while passing through the condenser = 
640 X 8.3 X (108 - 88) = 106,240 B,t.u, per min. Assuming the 
specific heat of air to be 0.019 B.t.u. per cu. ft.y the hecU which the air ah- 
sorhSy by convection and radiation, from the water in the tower = 50,000 X 
0.019 X (94 - 70) = 22,800 B.t.u. per min. = (22,800 -^ 106,240) X 
100 = 21.46 per cent, of the heat which the water absorbed in the con- 
denser. Hence, the heal which the water gives off by evaporation — 
106,240 - 22,800 = 83,440 B.t.u. per min. = (83,440 H- 106,240) X * 
100 — 78.54 per cent, of the heat which the water absorbed in the con- 
denser. Assuming (Sec. 400) that each pound of the evaporation ab- 
stracts 1,000 B.t.u., the water-loss = 83,440 -5- 1,000 = 83.44 lb. per 
min. = 83.44 -r (640 X 8.3) X 100 = 1.57 per cent. Wind losses might 
increase this to over 2 per cent. In practice, the usual water loss may be 
from 2 to 3 per cent. 

Note. — The Per Cent. Op Water-Loss From Cooling Towers, as 
noted above, is less than the lowest per cent, of loss that can be obtained 
with spray-fountains. This is an important item in favor of the cooling- 
tower. 
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423. A Method Of Computing The Proportions Of A Cool- 
ing-Tower will now be explained by the use of an illustrative 
example. Cooling-tower design is — because of the necessity 
of using results from existing installations as precedents — 

properly a function of men of considerable experience in this 

^articular branch of engineering. 

Example. — A forced-draft cooling-tower is required to re-cool 1,000,000 
lb. of condensing water per hour through 25 deg. fahr. The circulating 
air is assumed to be at a temperature of 75 deg. fahr. when it enters the 
tower and at 105 deg. fahr. when it leaves. What should be: (1) The 
total horizontal cross-seciional area? (2) The total horizontal length of each 
iidef (3) The total height of the checkerworkf 

y Solution. — It may be assumed that the tower is to be furnished with 
a cypress-board checker-work (Fig. 329) for dividing the descending water 
into a multitude of thin sheets. Practice has shown that air velocities, 
in cooling-towers, of about 700 ft. per min. produce the best results. 
It may be assumed that the evaporating or cooling surface afforded by 
the cypress boards is about 8 sq. ft. per cubic foot of space occupied by 
the checkerwork. It may further be assumed that about 64 per cent, 
of the total horizontal cross-sectional area of the checkerwork is effective 
area, or free area. Also that 20 B.t.u. per hour, per degree of cooling, 
will be abstracted from the condensing water for each square foot of 
evaporating surface. 

The water will absorb, in the condenser approximately 1 B.t.u. per lb. 
for each deg. fahr. of temperature increase. Hence, the total quantity of 
heal to he abstracted in the cooUng-tower = 25 X 1,000,000 = 25,000,000 
B.t.u. per hour. The quantity of heat abstracted per square foot of cypress- 
hoard evapor.ating surface = 20 X 25 = 500 B.t.u. per hour. Therefore, 
the requisite total area of evaporating surface = 25,000,000 -r- 500 = 
50,000 sq. ft. Hence, the total volume of space to he occupied hy the checker- 
wood = 50,000 -^ 8 = 6,250 cu. ft. 

Assuming (Example subjoined to Sec. 420) that about 21.5 per cent. = 
0.215 of the heat in the condensing water passes to the air by convection 
and radiation, the total quarUily of heat so removed = 25,000,000 X 0.215 
= 5,375,000 B.t.u. per hour. Therefore, assuming the specific heat of 
air to be 0.019 B.t.u. per cu. ft., the requisite quantity of air, of the given 
entering and leaving temperature, = 5,375,000 -^ [0.019 X (105 — 75) 
= 9.429,824 cu.fL per hr. = 9,429,824 -f- 60 = 157,167 cu.ft. per min. 

For an air-velocity of 700 ft. per min., the requisite effective cross- 
sectional area of the checker work = 157,167 t- 700 == 224.5 sq. ft. 
This being about 64 per cent. = 0.64 of the total cross-sectional area, 
the requisite total area = 224.5 -5- 0.64 = 351 sq. ft. Hence, the length 
of each side of the square base of the checker work = \/351 = 18.7 /i., or, 
approximately, 18 ft. 8.5 in. The requisite height for the checker work, 
then, = 6,250 -5- 351 = 17.8 ft, or, approximately, 17 ft. 9.5 in. 
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[qtb. — The Total Height Op A Cooling-Tower, of the type speci- 
fied above, would be given by the sum of the fan-height -{■ the height of the 
checker work 4- 2 ft. for the height of a distribviing trough (Fig. 331) + about 
4 ft.i6r the depth of the sump or well. If the tower is erected at the 
grouim level, the sump may be sunk below the surface of the groimd. 
C/NoTB. — The Height Op The Fan-Blower Required For A Cool- 
ing-Tower may be obtained from manufacturers' tables of the dimensions 
and capacities of such blowers. Typical related data pertaining to fan- 
draft towers, for use in connection with condensing-engine plants, are 
given in Table 424. 

424. Table Of Related Data Pertaining To Forced-Draft 
Cooling-Towers For Use With Condensers Of Compound 
Condensing Engines. 



Capacity 
of con- 
denser, in 
horse 
power 


Height 
of cool- 
ing tower, 
in feet 


Dimensions 
of cooling- 
tower at 
base, in feet 


Number 

and size 

in feet, 

of fans 


Speed of 
Fans in 
Revolu- 
tions per 
min. 


Power re- 
quired 
for Fan 
in horse 
power 


' 50 


25 


19 X 19.5 


1-6 


110 


1.25 


75 


25 


19.8 X 20.0 


1 -6 


160 


1.75 


100 


25 


20.0 X20.8 


1 -7 


145 


2.25 


150 


25 


21.5 X22.5 


1 -8 


145 


3.50 


200 


25 


23.3 X 24.5 


1-9 


135 


5.50 


250 


26 


24.5 X 25.3 


I.-IO* 


135 


8.00 


300 


26 


26.5 X 27.0 


1-10 


145 


11.00 


400 


27.5 


27.5 X24.5 


1-12 


115 


14.00 


500 


27.5 


29 X 30 


1 - 12 


145 


18.00 



426. The Cost Of A Cooling-Tower, erected in place, may 
(Practical Engineer, 1916) be from $6 to $7 per kilowatt 
of the power developed by the plant. Or, otherwise, from 
$4.50 to $5.50 per horse power of the engines to be served. 
These values are based on the assumption of a 26-in. vacuum 
in condenser operation. 



QUESTIONS ON DIVISION 10 

1. Why is reoooling of condensing-water desirable? 

S. What phenomena are employed in the recooling of condensing-water? 

S. What factors determine the effectiveness of recooling apparatus? 

4. What is relative humidityt 

5. How is the relative humidity of the air determined in practice? 
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t. Which is most conducive to the recooling of condensing-water — high or low relative- 
humidity? Why? 

7. What three devices or methods are commonly used for re-cooling condensing-water? 
Under what conditions would each be most advantageous? 

8. Explain the operation of a spray-fountain. 

9. What is the per cent, of water-loss from a spray-fountain, relative to the amount 
of recooling effected? 

10. How may spray-fountains be protected from water-loss by high winds? 

11. What is the usual depth of cooling-ponds? 

IS. Can spray-fountains be used where ground space is unavailable? How? Explain. 
IS. What per cent, of the total power developed by the plant is required for spray- 
fountain operation? 

14. How may the power required for elevating the condensing-water to an overhead 
spray-fountain be compensated for? 

15. What are the essential principles of cooling-tower operation? 
It. What are the four general classes of cooling- towers? 

17. What average per cent, of efficiency may be obtained in cooling-tower operation? 

18. How does the water-loss from a cooling-tower compare with that from a spray- 
fountain? 

19. What per cent, of the re-cooling in a cooling-tower is generally due to evaporation? 
How is the remaining per cent, of the re-cooling effected? 

50. In what respect does an atmospheric cooling-tower differ from a natural-draft 
closed cooling-tower? 

51. What advantages result from arranging a cooling-tower so that it may be used 
with either forced or natural draft? 

PROBLBMS ON DIVISION 10 

>/l. The air entering a cooling-tower has a dry-bulb temperature of 70 deg. fahr. 
and a wet-bulb temperature of 60 deg fahr. The air leaving the tower has a dry-bulb 
temperature of 00 deg. fahr. and a wet-bulb temperature of 88 deg. fahr. What is 
the relative humidity in each case? What weight of water does the air absorb, per cubic 
foot, while passing through the tower? 

S. The quantity of water circulated through the steam condensers of a 1,000 h.p. 
engine plant is 40 lb. for each pound of steam condensed. The engines consume 15 
lb. of steam per horse power per hour. What should be the area of a simple cooling 
pond to re-cool the condensing water in summer? What should be the area if the pond 
were equipped with a spray-fountain? 

- 8. In Problem 1 the air re-cools 800 gal. of condensing water per minute through 20 
deg. fahr. The water enters the tower at 105 deg. fahr. and leaves at 85 deg. fahr. 
It is assumed that 20 per cent, of the heat abstraction is due to convectioii and radia- 
tion, while the remaining 80 per cent, is due to evaporation. What volume of air flows, 
per minute, through the tower? What is the efficiency of the tower? What is the per 
cent, of evaporation-loss? 

"^ Assuming that the cooling-tower of Problems 1 and 3 is furnished with a cypress- 
board checker work (Fig. 329), what is the free area through the tower? If the checker 
work is of square cross-section, what are its base-dimensions? 

5. A spray-fountain, fitted with 2-in. nossles, is to operate under a pressure of 6 lb. 
per sq. in. The quantity of water circulating through the condensers is 40.000,000 
gal. per day of 24 hr. How many nossles are needed? What pond area is required? 



DIVISION 11 
STEAM-PBPING OF POWER PLANTS 

426. The Steam-Piping Of A Power Plant Generally Com- 
prises Two Separate Systems: (1) The live-steam piping. 
(2) The exhaust-steam piping. The live-steam piping is 
usually designed to convey Uve steam, either saturated or 
superheated, from boilers to engines and other steam-con- 
suming apparatus at pressures from about 100 to 300 lb. per 
sq. in. It is, therefore, built of the heavier and stronger grades 
of pipe and fittings. The exhaust-steam piping is usually 
designed to carry exhaust-steam, from turbmes, reciprocating 
engines and from steam pumps, under pressures ranging from 
less than atmospheric to perhaps 10 lb. per sq. in. It may, 
therefore, be built of comparatively light pipe and fittings. 

427. The Materials For Steam-Piping comprise mainly: 

(1) Wrought iron. (2) Mild steel. (3) Cast-steel. (4) Castr- 
iron. (5) Malleable iron. Wrought-iron pipe is much favored 
on account of its reputation for ductility and durability. 
Pipe made of mild steel produced by the open-hearth process 
is, however, commonly con- 

j J ^ ' , . „ H"-556-m.— H K--5.56in.--H k— 5.56Ma --M 

ceded to be equal m all i i i t i i 

respects to wrought-iron !i"^J^1l | .^"^-^'''^-^ j 1 1"*'"'^^ \ 
pipe. Cast-steel, cast-iron IJ^*^^^! iJ^^^^i \/^^^^i\\ 
and malleable iron are used 
mainly in the making of 
fittings. 

iiOQ rru^ n^^A^^ r\t I'Stomotam I-Extrc* Hewj/ HE-PquWe Extra 

42fio. ine u-raaes ui Heoivi^ 

Steel And Wrought-iron ^'Q- SSS. — inside And Outelde Diameters Of 
«>. /-s CI A 7 1 Three Grades Of Wrought Iron 6-In. Pipe. 

Pipe are: (1) Standard. 

(2) Extra heavy. (3) Double extra heavy (Fig. 338). The 
thickness, and weight per unit of length, of the three grades 
of pipe increase in somewhat irregular ratios. 

Example. — The thickness of a 5-in. pipe (Fig. 338) advances from 
0.247-in. in the standard grade to 0.355-in. in the extra heavy grade, 
and 0.71-in. in the double extra heavy grade. The weight of a 5-in. 
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pipe, per foot of length, advances from about 12.5 lb. in the standard 
grade to 17.6 lb. in the extra heavy grade, and 32.5 lb. in the double extra 
heavy grade. Approximately similar ratios are noted throughout the 
tables of sizes. 

Note. — The Sizes Or All Steel And Wrouqht Pipe9, up to 12-in. 
refer to the nominal inside diameters. Above 12-in., the aizea refer to 
the actual outside diameters. These large pipea are made in several 
thicknesses from H in' to 1 in. The thinner pipes are used for the lower 
pressures and the thicker for the higher pressures. In purchasing, this 
large pipe is specified by both its outside diameter and thickness. 

429. The Grades Of Pipe Fittings Commonly Used In 
Steam-Piping Systems are: (1) Standa,rd cast-iron. (2) 









FiQ. 339.— Standard CMt-Iton Fittino. Fig. 340. — SUndard Mftlleable Iron 

Fittings. 

Standard malleable iron. (3) Extra heavy caslAron. (4) 
Extrakeavy Tnalleableiron. (5) Extra heavy casi^steel. (6) Low- 
pressure cast-iron. Standard cast-iron fittings (Fig. 339) 
are designed for steam pressures up to 125 lb. per sq. in. 




Standard malleable iron fittings .(Fig. 340) may be used 
for steam pressures up to 150 lb. per sq. in. Extra heavy 
cast-iron fittings (Fig. 341) are intended to withstand steam- 
pressures up to 250 lb. per sq. in. Extra heavy malleabli; 
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iron fittings (Fig. 342) are safe for steam pressures up to 
250 lb. per sq. in. Extra heavy cast-steel fittings (Fig. 343) 
are safe under a steam-pressure of 350 lb. per sq. in. and a 
total steam-temperature of 800 deg. fahr. Thus they are 
available for use in piping for superheated steam. Low- 



^ - RiduciinaDoubk 

: HReolucing 

\ Taper 




Rahtol Face"' 



Fia. 343. — Extra Heavy 
Cast-Steel Fittings. 
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pressure cast-iron fittings (Fig. 344) are suitable for steam 
pressures up to 25 lb. per sq. in. They may be used in 
exhaust-steam systems. Their use in live-steam systems, 
even where the pressure does not exceed 25 lb. per sq in., is 
inadvisable. 

430. The Pipes Commonly Used In Steam-Piping Systems 
Are Classified According To Three Different Types Of Con- 
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Butt 

vim. 
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FiQ. 345.— Method Of Forming Butt- Welded Pipe. 

struction: (1) BvU-welded. (2) Lap-welded. (3) Riveted, 
In the making of butt-welded pipe (A-Fig. 345) the squared 
edges of the skelp, B, are brought to a welding heat. The 
end of the pipe is then formed C- and the edges are pressed 
together D- by drawing the skelp through a circular die; 
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M. In the making of lap-welded pipe, the edges of the skelp 
are Bcarfed (^-Fig. 346) and the skelp is rolled into tubular 
form. The skelp is then brought to a welding heat and is 



Fio. 346. — Methcfd Of Fonninc Lap-Welded Pipe. 

passed (B-Fig. 346) through a circular groove in the welding 
rolls. The weld is made by squeezing the overlapped 
scarfed edges together between the walls and a cast-iron 



Fia. 34T.--8traic1)^R>veted Steel E^pe. 

mandrel. Riveted pipe (Figs. 347 and 348) is made of sheet 
steel. It may be used for exhaust-steam mains. It should 
not be used in live-steam systems. 



FiQ. 34S.— Spiral-Riveted Steel Bpe. 

Notes. — Tbis Strength Of A Butt-Weld is about 73 per cent, of 
the strength of the plate which it joins. The ultimate strength of a 
butt-weld in a steel pipe is about 41,000 lb. per aq. in. The ultimate 
strength of a butt-weld in a wroi^t-iron pipe is about 29,000 lb. per 
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The Strength Of A Lap- Weld is about 92 per cent, of that of the 
plate which it joins. The ultimate strength of a lap-weld in a steel pipe 
is about 52,000 lb. per sq. in. The ultimate strength of a lap weld in a 
wrought-iron pipe is about 31,000 lb. per sq. in. Lap-weld pipe may be 
used for all purposes of live-steam piping. It is from 40 to 45 per cent, 
more expensive than butt-weld pipe. 

431. The Trade Meanings Of ^'Wrought-Iron Pipe" And 
"Steel Pipe" are not generally understood. Steel pipe is 
(Power, Dec. 14, 1920, page 948) commonly known and 
billed in the trade as ** wrought pipe." Jobbers and contract- 
ors are prone to install steel pipe instead of the more expensive 
wrought-iron material even when the latter is specified. They 
are able to make the case in court on the plea ''wrought-iron 
pipe" is a trade term meaning either wrought-iron or steel 
pipe as distinguished from cast-iron pipe. The Executive 
CJommittee and Advisory Board of the National Pipe and 
SuppUes Association, in order to prevent the confusion which 
is heretofore existed, recommends the terminology employed 
by the American Society for Testing Materials: (1) Welded 
wroughtriron pipe. (2) Welded steel pipe. If this standard 
terminology is followed the meanings then are: — (1) That 
welded pipe is pipe which is welded no matter what it is made 
of. (2) That welded steel pipe is pipe made by welding steeL 
(3) That welded wrought-iron pipe is pipe that is made of 
wrought iron by the welding process. (4) That wrought-iron 
pipe is pipe made of wrought iron regardless of the process of 
manufacture. 

432. The Safe Working Pressures For Standard Wrought 
Iron And Steel Pipe from data by Crane Co. are as follows: 
J^ in. to 3^ in. butt welded, 900 lb. per sq. in. ; % in. to 1 in. 
butt welded, 750 lb. per sq. in.; 1 in. to 3 in. butt welded, 400 
lb. per sq. in.; S}^^ in. to 5 in. lap welded, 400 lb. per sq. in.; 
6 in. to 12 in. lap welded, 250 lb. per sq. in. 

Note. — More conservative practice is to limit steam pressures on all 
standard weight pipe to 250 lb. per sq. in. Lap-welded pipe is considered 
somewhat more reliable than butt-welded and is, in general, preferred for 
all steam piping regardless of the pressure. Some engineers specify only 
lap-welded pipe for all steam-power-plant work. 
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433. Table Showing Good Practice Regarding Grades Of 
Pipe For Steam-Power Plant Installations. All pipe for pres- 
sures over 125 lb. per sq. in. should be lap-welded. (Con- 
densed from Crane Co. specifications.) 



Pressure, 

lb. per 

sq. in. 

gage 


Service 


Pipe size, 
in inches 


Grade of pipe 


Material 


Up to 125 


Saturated steam. 


Up to 12 in 


Standard Merchant wt. 






14 to 18 in 


^it in. thick. 


Steel 




Over 18 in 


K in. thick. 




125-200 


Saturated steam. 


Up to 12 in 


Full standard card wt. 


Steel 




Over 12 in 


^ in. thick. 


200-250 


Saturated steam. 


Up to 12 in 


Extra-strong. 


Steel 




Over 12 in 


M« or M in. thick. 




Steam superheated 
up to 600*^. 


Up to 8 in 


Extra-strong. 


Steel 




Over 8 in 


H in. thick. 




Exhaust steam. 


Up to 12 in 


Standard Merchant wt. 


Steel 




14 to 24 in 


At least He in- thick. 



Note. — "Standard" Pipe (Sec. 428) la Manufactured In Two Weights: (1) 
Full card weight. (2) Merchant weight. Full-card- weight pipe is manufactured to con- 
form exactly to the standard dimensions. Merchant-weignt pipe is not, strictly, quite 
as thick and strong as is full-card-weight pipe. 

434. Two Principal Types Of Joints Are Commonly Used In 
Steam-Piping : (1) Screwed joints. (2) Flanged joints. Screwed 
joints (A-Fig. 349) between pipe-ends and fittings are usually 
recommended for steam-piping where the pipe-size does not 
exceed 2.5-in. This however depends largely on the pressure 
and service for which the pipe is to be used; generally, for 

pressures below 125 lb. per sqi 
in. the piping connections are 
"screwed'' only for pipes up to 
23^ in. nominal diameter. 
Flanged joints (B-Fig. 349) are 
Fia. 349.— Screwed And Flanged Joints generallv easier to manipulate 

In steam-Piping. f ^ j . . x rnu 

than are. screwed jomts. They 
afiford ready means for disconnecting the various sections of 
a piping-system. Their use is recommended in all steam- 
piping larger than 2.5-in. 

Note. — Flanges commonly form screwed joints with the pipe-ends. 
Hence, the construction of a flanged joint in a pipe-line may and usually 
does entail (B-Fig. 349) the use of one subsidiary screwed joint. 
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'Thnciol 



.-•Chomftr 



436. The Principal Methods of Attaching Flanges To Pipe- 
Ends are: (1) Threading, (2) Shrinking, (3) Flaring or 
lapping, (4) Welding, Threading (/, Fig. 350) consists in 
screwing the flange on the pipe-end. Strength and lightness 
are insured by forcing on the flange until the pipe-end projects 
beyond the flange-face. The pipe-end is then cut ofif flush with 
the flange-face. In the shrinking method (II, Fig. 350) the 
pipe-end is turned truly cylindrical. The flange is bored to a 
shrink-fit and the face-end of the bore is chamfered. The 
flange is then heated to redness, and is slipped over the pipe- 
end until the end projects beyond the flange-face. When the 
flange has cooled somewhat, the pipe-end is beaded into the 
chamfer with a ball-peen hammer. The pipe-end is finally 
turned ofif flush with the flange-face. 

In the flaring or lapping 
method (III, Fig. 350) the '^^^H!^^ 
flange is bored slightly 
larger than the outside 
diameter of the pipe. The 
end of the pipe is flared 
or belled. An abruptly 
flared end (III, Fig. 350) 
is called a lapped end. 
The flange fits loosely 
around the pipe and forms 
a swivel-joint with the lap. 
This imparts flexibility to 
the structure when the 
flange is bolted tightly to a flanged fitting. One method of 
welding (IV, Fig. 350) consists in heating both the flange and 
pipe-end to a welding heat and squeezing them together 
under heavy pressure, into a single mass. Flanges may also 
be arc-welded or acetylene welded to the pipe-ends. 

Note. — Pipe-end flanges are commonly called companion flanges. 
Note. — The cost of an extra-heavy forged-steel welded flange being re- 
garded as a basis of comparison^ or as 100 per cent., the relative costs 
of other types of attachment of extra-heavy flanges, made of different 
materials, may be expressed as follows: 
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Fia. 350. — Methods Of Securing Companion 
Flanges To Pipe Ends. 
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M- onset 
.'■Bend 



Forged^ted shrunk, 120 per cent. Cast-steel shrunk, 105 per cent. 

Cdst-iron shrunk, 60 per cent. Forged steel flared or lapped, 95 per cent. 

Cast-steel flared or lapped, 75 per cent. Malleable iron flared or lapped, 

55 per cent. Cast-iron flared 
or lapped, 50 per cent. Forged- 
steel threaded, 95 per cent. 
Cast-steel threaded, 60 per 
cent. MaUeable-iron threaded, 
45 per cent. Cast-iron 
threaded, 25 per cent. 

436. Low-Resistance 
To Steam-Flow In The 
Turns Of A Piping System 
Is Facilitated By The Use 
Of Pipe-Bends (Fig. 351). 
Bends (Fig. 352) are also 
used to absorb the con- 
traction and expansion 
movements of piping. The radii of pipe-bends (/?-Fig. 352) 
should always be as great as circumstances will permit. The 
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Fia. 351. — Standard Pipe-Bends For Making 
Turns In Piping Systems. 
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Fig. 352. — Bends For Taking Up Expansion Stresses In Piping Ssrstems. 

longer the radius, the greater the flexibility at the bend. Also 
the larger the bend the less the liability of buckUng the pipe 
when forming the bend. 
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Notes. — The Minimum Advisable Radius For A Pipe-Bend in a 
steam-line (R-Fig. 352), for pipe sizes from 2.5-in. to 16-in., is five times 
the nominal diameter of the pipe. 

The Minimum Advisable Lengths Op The Tangents Or Straight 
Parts Op Pipe-Bends (Fig. 352) when the companion flanges are either 
threaded (/ Fig. 360) or shrunk (//, Fig. 350) on, increases, in regular 
progression, from 4-in. for 2.5-in. pipe to 11-in. for 9-in. pipe and to 
18-in. for 16-in. pipe. 

When the flanges are flared or lapped (///, Fig. 350) the tangent- 
lengths range from 6-in. for 2.5-in. pipe to 9-in, for 9-in. pipe and to 
18-in. for 16-in. pipe. When the flanges are welded, the range of tangent- 
length is from 5-in. for 2.5-in. pipe to 6-in. for 9-in. pipe and to 8-in. for 
16-in. pipe. 

437. Three Methods Are Available For Distributing The 
Steam Supplied By A Boiler Plant which consists of more than 
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Fia. 353. — Single Header System Of Steam Piping. 

one boiler unit: (1) The single header (Fig. 353). (2) The 
loop header Of dupUcaie headers (Figs. 354 and 355). (3) The 
unit group (Fig. 356). The single header is the least expensive 
to install. It is, however, the least convenient arrangement. 
Thus, if it were necessary to repair the section of main piping 
between boilers C and D (Fig. 353) boilers A, B and C would 
not be available for supplying the prime movers to the right 
of the defective section, nor would boilers D, E, F, G and H be 
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available for supplying the apparatus to the left. With the 
duplicate headers (Figs. 354 and 355) the cross-connections 
and the arrangement of stop valves insures unrestricted use 
of all the boilers and prime movers, even though it be neces- 
sary to isolate a section of the piping for repairs. 



Fia. 35S.— Continuition 0[ Dupricite Heidcn X and V. Fi|. 3M. Through Engine 

438. With The Unit-Group ArrangemeDt (Fig. 356) each 
engine is piped directly to an individual set of boilers, usually 
four, as boilers A, B, C and D, or E, F, and H, or I, J, K 
and h. Equalizer pipes are, however, employed to bond the 
piping of all the boilers in a single system. These equalizers 
are, usually of the same size as the main pipes leading to the 
engines. 

Note. — Pressure-equalization throuEhout the system ia the sole func- 
tion of the equalizer or header-pipes (F^. 356). They are not designed 
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to provide storage space, as the headers in the older arrangements 
(Figs. 353 and 354) are, in a measure, required to do. Hence, it is par- 
ticularly advisable, where the unit-group method of piping is used, 
that ample receiver-separators be installed close to the engine throttle- 
valves. 
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Fig. 356. — Unit System Of Main Steam Piping Showing Three Unit Groupe. 

439. Steam-Pipe Sizes May Be Determined Graphically 

by means of a chart (Fig. 357) which was devised by 
H. V. Carpenter. 

Example. — Find, graphically, the pipe-size required to supply 30,000 
lb. of steam per hour to an engine if the allowable pressure drop be- 
tween engine and boiler is 3 lb. per sq. in. The boiler supplies the 
engine through a pipe which is 150 ft. long. The operating steam- 
pressure is 185 lb. per sq. in. gage. 
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Solution. — The given rated steam-flow of 30,000 lb. per hr. may, 
allowing a 50 per cent, excess rating, be reduced to (30,000 -¥■ 60) X 
1.60 = 750 lb. per min. The given gage pressure, 185 lb., is equivalent 
to (185 + 15 =) 200 lb. absolute pressure. Also, the given pressure- 
drop of 3 lb. in 150 ft. correaponda to 2 lb. in 100 ft. From A, corree- 
sun odid u] iun£ca.icj ^n»stw sfiixinvv ^ "^ £ 



J it 



ponding to 750 lb. on the base line (Fig. 357) proceed vertically upward 
to B on the line of 200 lb. absolute pressure. Proceed thence downward, 
parallel to the oblique lines, to C on the line of 2 lb, pressure-drop. 
Tracing vertically upward from C, the point of intersection, D, with the 
top line indicates the required pipe size to be about 6.7 in., or practically, 
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440. A Simple Formula, For Computing The Pipe Size 
Necessary To Deliver Steam At A Given Rate, which is used 
often in practice is given below. In using this formula, a 
steam-flow velocity, which practice has shown will not induce 
an excessive pressure drop, is assumed. Then, the required 
pipe diameter or area may be obtained by substituting the 
other known values: 

(97) di = 13.54a/^— (diam. inches) 

144W 

(98) Ai = -jz — (area, sq. in.) 

Wherein di = actual internal diameter of pipe, in inches. 
W = equivalent weight of steam flowing through pipe, in 
pounds per minute. D = density of steam at the given pres- 
sure, in pounds per cubic foot. Vm = velocity of flow of 
steam in pipe (see Sec. 441) in feet per minute. A< = in- 
ternal area of pipe, in square inches. 

Note. — The Above Formula May Be Used For Figuring The 
Pipe Size Required For A Reciprocating Engine if the valve cut off 
is known. For example, if 30,000 lb. of steam is used by the engine 
per hour and the cut off is Ji, then the equivalent flow will be appro- 
ximately: 4 X 30,000 ^ 120,000 lb, per hr. These formula are not re- 
commended for pipes under 3 in. in diameter. 

Eix AMPLE. — A steam engine which is set for }i cut off requires 12,000 
lb. of steam per hr. The steam pressure is 125 lb. per sq. in. gage. A 
velocity of 6,500 ft. per min. is allowable in the pipe. What size of pipe 
is required ? Solution. — The steam velocity is equivalent to that when 
the steam flows continuously at the rate of 3 X 12,000/60 = 600 lb. per 
min. Substituting in the above formula: di = lS.54.\/W/DvZ = 13.54 X 
\/( 600 ) -7- (0.3107 X 6,500) = 7.3 in. interned diameter or a 7 in. pipe 
is suflficiently large if not too long (Sec. 444). 

Note. — This size pipe will have a maximum pressure drop as computed 
by Fig. 357 of 4 lb. per sq. in. per 100 ft. 

441. The Allowable Steam-Flow Velocities Used In Practice 

are about as follows: For average power-plant installations: 
saturated steam, 6,000 to 8,000 ft. per min. superheated 
steam, 8,000 to 12,000 ft. per min. exhaust steam 4,000 ft. 
per min. In large stations the velocity may be, for superheated 
steam, 14,000 ft. per min. for reciprocating engines and 15,000 
ft. per min. for turbines. In one large eastern turbine station 
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the velocity is 21,000 ft. per min. In another reciprocating- 
engine installation a velocity of 15,000 ft. per min. is used 
without any apparent adverse efifect on economy. 

442. The Drops In Pressure In Steam Mains Allowed In 
Practice range up to perhaps 30 lb. per sq. in. from boiler 
to engine. A total loss in pressure of more than 15 per cent., 
however, is not recommended although the friction in the 
mains causes heat which superheats the steam and does not 
represent actual energy lost. Some engineers recommend 
less than 4 lb. per sq. in. drop in pressure per 100 ft. of pipe. 
From Sec. 445 it will be noted that the loss in pressure due to 
a valve is large compared to that in 100 ft. of straight pipe. 

Note. — Where large receiver-separatora are installed close to. engine 
throttle valves, pressure-drops of from 1.5 to 2.5 Ih, per 100 ft. of pipe are 
permitted. The corresponding velocity of steam-flow is about 9,000 ft. 
per min. Where a pipe-line is very long, the pressure-drop per 100 ft. 
must, obviously, be kept low in order that a fair percentage of the initial 
steam-pressure may be realized at the place of delivery. 

443. The Average Pressure-Drop In Exhaust-Steam Main 
Piping is, ordinarily, from about 0.2 to 0.4 lb. per 100 ft. of 
pipe where the engines are run non-condensing. It is from 
about 0.2 to 0.4 in. of mercury column per 100 ft. of pipe 
where the engines are run condensing with a vacuum of about 
26 in. 

444. The Size Of A Main Pipe Having A Carrying Capacity 
Equal To The Combined Capacities Of Two Or More Branch 
Pipes Mdy, for the same velocity of steam-flow and other 
conditions, be formed by the following formula: 

(99) dim = y/dii^ + di2^ + d»32 + etc. (inches) 

Wherein dim = actual inside diam., in inches, of main pipe; 
diiy di2, diz, etc, = inside diameters, in inches, of branch pipes. 

Example. — Assuming the same velocity of steam-flow in the main and 
branch piping, what should be the size of a header to supply four branches 
having diameters of 3-in., 3J^-in., 6-in., and 6-in., respectively? 

Solution. — By For. (99), dim = 

Vdii^ + di2^ + diz^ + di4^ = \/32 + 3.5* + 6» + 6« = 9.1-in. 

Hence, a 10-in. pipe is required, since this is the next larger size to the 
value found. 
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446. The Pressure-Drop Due To The Presence of Globe 
Valves And Right-Angled Fittings In Steam Pipes may be 
taken into account, in the computations for size, by applying 
Briggs formulae, which are as follows: 

(100) L, = lUdi -^ (l + 1^) (inches) 

(101) L. = 76di -^ (l + ^) (inches) 

Wherein Lr, = pipe-length, in inches having resistance equiva- 
lent to that of one globe valve, Le = pipe-length, in inches, 
having resistance equivalent to that of one standard 90 deg. 
elbow, di = internal diameter of pipe, in inches. 

Note. — Gate Values And Pipe Bends Produce Pressure Drops 
only equal to the length of pipe they actually contain. That is, a pipe 
bend which is 30 in. long measured along its circular center line would 
produce the same pressure drop as a straight, 30-in. length of the same- 
size pipe; a gate valve measuring 8 in. from face to face would introduce 
the same pressure drop as an 8-in. straight length of pipe of the size into 
which the valve is designed to be fitted. These drops may be read from 
Fig. 357. 

ExAMPi^. — To how many feet of pipe-length would the resistance 
offered by one globe stop-valve and two standard 90-deg. elbows in a 
7-in. steam-line be equivalent? 

Solution.— By For. (100), L» = lUdi ^ (1 + (3.6M) = 114 X 7 -J- 
[1 + (3.6 -^ 7)] in. - 627.08 = 627.08 
-5- 12 = 43.9 ft By For. (101), L. = 
76d -5- (1 + 3.6M) = 76 X 7 -^ (1 + 
3.6 -5- 7) = 351.39 in. = 351.39 -^ 12 = 
29.28 ft Hence, the total equivalent 
pipe-length = 43.9 + 29.28 X 2 = 
102.46 ft 

446. Linear Expansion In 

Steam Pipes tends to produce [ ill.,.^.'^ '"-cashsteei 

bending, buckling, and tensQe ^^^ gss-Doubie^wing "^ Swivei 

stresses in the piping. Strains joint For Taking Up Expansion in Pipe 

due to these stresses are ob- ^°®"- 

viated (Figs. 352, 358, 359 and 360) by the use of compensating 

devices. 

Note. — Expansion Slip-Joints (Fig. 359) are mainly used with very 
large pipes, and where space prohibits (Figs. 352 and 358) long-radius 
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b«nds, or swivel joints. When slip-jointB are necessary, binding in the 
joint, due to sagging of the pipe, must be guarded against by erecting 
substantial supports at etu;h end. Also, the pipe must be securely an- 
chored to prevent the steam-pressure from forcing the joint apart. 
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447. The Linear Expansion Occurring In Steel And Wrought- 
Iron Steam Pipes may, for given lengths of piping and ranges 
of temperatures, be found by the following formula: 

(102) I = e,LTf (inches) 
Wherein: 1= the linear expansion of thepipe.in inches, ei = 
the coefficient of linear expansion (see note below). L = the 
original length of steam pipe, in inches. Tf = the change of 
temperature, in degrees fahrenheit. 

Note. — The coefficient of linear expansion (ei) for charcoal iron is 
0.000,006,86; Bessemer steel, 0.000,006,99; seamleas open-hearth steel, 
0.000,006,S8; cast iron, 0.000,006,2; cast steel, 0.000,006. 

Example. — What will be the hnear expansion in a straight 150 ft. 
line of Bessemer steel pipe when steam at a pressure of 126 lb. per sq. 
in., gage. Is admitted, if the pipe has a temperature of 60 deg. fahr. at 
the time of erection? Solution. — A table (see the author's Practical 
Hgat) of the properties of saturated steam gives the temperature at 
125 Ib.per sq. in. gage as 353.1 deg. fahr. By For. (102) I = eiLT/ = 
0.000,006,99 X (150 X 12) X (353.1 - 60) = 3.69 in. 

446. The Least Length Of Pipe Necessary For A Bend Or 
Loop To Take Up The Expansion In A Rim Of Pipe Of Given 
Lei^^ may be found by Rayne's formula, which is aa follows : 

(103) Li = OMSVdJjpTf (feet) 
Wherein: Lt = least length, in feet, of pipe required for bend, 
do = external diam., in inches, of pipe. Lp = length, in 
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feet, of pipe-line. T/ 
heit. 



= temperature rise in degrees Fahren- 



ExAHPLB. — What is the lea«t length of pipe that should be used in 
making a double-oSset expansion U-bend (A, Fig. 352) U> be installed in 
a straight 150-ft. run of 6-in. pipe designed to carry steam at 150 lb. 
pressure, gage, it the temperature of the piping when erected is 60 deg. 
fahr.? 

SoLDTiOH. — A table of the properties of saturated steam gives the tem- 
perature at ISO lb. pressure, gage, or 165 lb. pressure, absolute, as 366 
deg. fahr. The ou tside diara. of a 6-in, pipe is 6.625 in. By For. (103) L* 
- 0.043 VdJu^Tf = 0.043 X V 9.625 X 150 X (366 - 60) =23.7/(. 

Note. — The results obtained with the preceding formulacan be applied 
directly only with steam pipes of the smaller sizes. With the larger 
sizes, it may be necessary to incresse the computed lengths in order to 
conform to the minimum allowable ratio (Sec. 436) of plpe-diametflr to 
radius of curvature, and to the prescribed tangent lengths. 

449. Vibration In Steam-Piping is generally caused by a 
steam-flow. The pulsations may be due to the 
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alternate opening and closing of the admission valves of reci- 
procating engines. Transmisaion of the vibration to the 
foundations and walls of buildings may be prevented (Figs. 
361 and 362) by special supporting devices. 
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460. Various Devices Are Used For Staying And Supporting 
Steam-Piping in order to prevent deflection and vibration. 
These devices mainly comprise: (1) Plain hangers (Fig. 363). 




Fia. 3e4.-~WBlt-BrBckGt. 




(2) Wall-brackets (Fig. 364). (3) Floor stands (Fig. 365). 
(4) Anchors {Fig. 366). (5) Counkr-balancing hangers (Fig, 
367). Plain hangera should be free to swing (Fig. 363) in the 



trnifiits 




I Ordiniuy Pipe- 



direction of the length of the pipe. Also, they should also be 
provided with a means for height-adjustment. Wall-brackets 
with roll-binders (Fig. 364) allow for free linear expansion of 
the pipe, but prevent lateral movement. Such binders should 
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be used in supporting the ends of horizontally-placed long- 
radius bends. An anchor (Fig. 366) is designed to hold the 
•pipe immovable, at the place of anchorage, against expansion 
stresses. Counter-balancing hangers (Fig. 367) are designed 
to sustain the weight of expansion-loops, while giving free 
play to the rise and fall of the loops under alternate expansion 
and contraction. 

461. The Heat Losses From Bare And Insulated Steam 
Pipe are as follows (based on Marks' Mechanical Engineers^ 
Handbook) : 

Insulation No. 1 is of a hard fire-proof variety of asbestos of relatively 
poor insulating value. No . 2 is sponge-felted asbestos. The conductivity 
of most insulation for pipes is intermediate between these two sets of 
values. The insulation is assumed to be about 1 in. thick 
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Insul- 
ation 
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0.715 


0.781 


0.856 


Insul- 
ation 
No. 2 


0.369 


0.391 


0.414 



5.18 



0.967 



0.439 



462. The Condensation Due To Loss Of Heat From Bare 
Steam Pipes may be found by the following formula: 

2.7 Ar(Tfs-T fa) 



(104) 



w. = 



H. 



(lb. per hr.) 



Wherein: Wc = weight of condensation, in pounds per hour. 
Af = area of external surface of pipe, in square feet. T/^ = 
steam temperature at given pressure, in degrees fahren- 
heit. Tfa = temperature of surrounding air, in degrees 
Fahrenheit. Hv = latent heat of steam at given pressure, 
in British thermal units per pound. 
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EbCAMPiiE. — The exteraal-Burface area of 4-in. pipe is 1.178 aq. ft. per 
ft. of length. What will be the quantity of condensation in 40 ft. of 
bare 4-in. pipe carrying steam at 105 lb. pressure, f,&g,6, when the sur* 
rounding air-temperature la 60 dcg. fahr.7 

SoLiDTioN. — A table of the properties of iiaturated steam (Author's 
Practical Hbat) gives the temperature of steam at the given pressure 
as 341 deg. fahr., and the latent heat as 877.2 B.t.u. By For. (104), 
W. = 2.7A/iT/, - T/.) + H, =. 2.7 X 1178 X 40 X (341 - 60) -i- I 
877.2 - 40.75 16. per hr. 



Fia. 3S8.— The Holly Steam-Loop For Draininc Hlsh-Prenure Hpinc 

463. Excessive Loss Of Heat From Steam Pipes May Be 
Prevented by covering the pipes with heat-insulating material. 
Incombustible mineral substances, as magnesia and asbestos, 
are commonly used for this purpose. All steam-pipe cover- 
ings should be at least 1-in. thick. The heat-loss, with a good 
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covering, may be reduced to about 15 per cent, of that occur- 
ring with bare pipe, or even less. 

464. The Condensation In High-Pressure Steam-Piping 
May Be Returned To The Boilers With A Holly Loop (Fig. 
368). The condensation gravitates to a receiver, A, wherein 
it is broken into a spray by passing through a perforated 
plate. Connections should be made to the receiver from all 
parts of the piping system wherein water might become 
pocketed. Due to the discharge of steam from the discharge- 
chamber C, through the vent-pipe, P, and reducing-valve, 
into the feed-water heater, the pressure in the discharge- 
chamber is less than that in the receiver. Hence, a current 
of water-spray, mixed with steam-vapor, ascends through the 
riser R. The steam and water separate in the discharge- 
chamber. The water gravitates to the boilers through the 
drop-leg D. The discharge-chamber is placed at an elevation 
that will insure a sufficient hydrostatic head to overcome the 
excess of boiler steam-pressure over the discharge-chamber 
steam-pressure. Circulation in the loop is started by opening 
valve S. When steam appears, valve S is closed and the 
reducing valve is opened. 

QUESTIONS ON DIVISION 11 

I. What pressures are commonly carried in live-steam piping? In exhaust-steam 
piping? 

5. What are the ordinary materials of steam-piping? 

8. Enumerate the regular grades of steel and wrought-iron pipe. 
4. To what dimensions do the nominal sizes of piping refer? 
8. Enumerate the grades of pipe fittings commonly used. 

6. What is the maximum advisable pressure for malleable-iron fittings? For standard 
cast-iron fittings? For extra heavy cast-steel fittings? For low-pressure cast-iron 
fittings? In extra heavy cast-iron fittings? 

7. How is a lap- weld made in steel or iron pipe? A butt-weld? 

8. For what purpose in power plant steam-piping may riveted pipe be used? 

9. What per cent, of the plate-strength is secured with a lap- weld? With a butt- 
weld? 

10. What is the ultimate strength of a butt- weld in a steel pipe? In a wrought-iron 
pipe? 

II. What is the ultimate strength of a lap-weld in a steel pipe? In a wrought-iron 
pipe? 

18. What is a companion^fianget 

18. How is a companion-flange shrunk on a pipe-end? How welded on? How is the 
pipe-end finished when the flange is threaded on? What kind of a fit does the flange 
make with a flared or lapped pipe-end? 

14. What are the purposes of pipe-bends? What is the minimum advisable radius for 
a pipe-bend? The minimum advisable tangent-length for a 9-in. pipe bend with shrunk 
flanges? 
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ElxAUPLE. — The external-surface area of 4-tn. pipe is 1.178 sq. ft. per 
ft. of length. What will be the quantity of condensation in 40 ft. of 
bare 1-in. pipe carrying steam at 105 lb. pressure, gage, when the sur- 
rounding air-temperature is 60 deg, ffthr.7 

SoLCTioN. — A table of the properties of saturated steam (Author's 
Practtical Heat) gives the temperature of steam at the given pressure 
as 341 deg. fahr., and the latent heat as 877.2 B.t.u. Bv For. (104), 
W, = 2.7A/(r/. - T/.) ■*■ U, ~ 2.7 y. 1.178 X 40 X (341 - 60) ■§■ 
877.2 -. 40.75 U>. per kr. 



Fk. 368. — The Holly Bteam-Loop For DrBining Hich-Preeaure ^pins. 

463. Excessive Loss Of Heat From Steam Pipes May Be 
Pievented by covering the pipes with heat-insulating toaterial. 
Incombustible mineral substances, as magnesia and asbestos, 
are commonly used for this purpose. All steam-pipe cover- 
ings should be at least 1-in. thick. The heat-loss, with a good 
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covering, may be reduced to about 15 per cent, of that occur- 
ring with bare pipe, or even less. 

464. The Condensation In High-Pressure Steam-Piping 
May Be Returned To The Boilers With A Holly Loop (Fig. 
368). The condensation gravitates to a receiver, A, wherein 
it is broken into a spray by passing through a perforated 
plate. Connections should be made to the receiver from all 
parts of the piping system wherein water might become 
pocketed. Due to the discharge of steam from the discharge- 
chamber C, through the vent-pipe, P, and reducing-valve, 
into the feed-water heater, the pressure in the discharge- 
chamber is less than that in the receiver. Hence, a current 
of water-spray, mixed with steam-vapor, ascends through the 
riser R, The steam and water separate in the discharge- 
chamber. The water gravitates to the boilers through the 
drop-leg D. The discharge-chamber is placed at an elevation 
that will insure a sufficient hydrostatic head to overcome the 
excess of boiler steam-pressure over the discharge-chamber 
steam-pressure. Circulation in the loop is started by opening 
valve S» When steam appears, valve S is closed and the 
reducing valve is opened. 

QUESTIONS ON DIVISION 11 

I. What pressures are commonly carried in live-steam piping? In exhaust-steam 
piping? 

5. What are the ordinary materials of steam-piping? 

8. Enumerate the regular grades of steel and wrought-iron pipe. 
4. To what dimensions do the nominal sizes of piping refer? 
8. Enumerate the grades of pipe fittings commonly used. 

6. What is the maximum advisable pressure for malleable-iron fittings? For standard 
cast-iron fittings? For extra heavy cast-steel fittings? For low-pressure cast-iron 
fittings? In extra heavy cast-iron fittings? 

7. How is a lap-weld made in steel or iron pipe? A butt- weld? 

8. For what purpose in power plant steam-piping may riveted pipe be used? 

9. What per cent, of the plate-strength is secured with a lap-weld? With a butt- 
weld? 

10. What is the ultimate strength of a butt- weld in a steel pipe? In a wrought-iron 
pipe? 

II. What is the ultimate strength of a lap- weld in a steel pipe? In a wrought-iron 
pipe? 

IS. What is a companion^fianget 

18. How is a companion-flange shrunk on a pipe-end? How welded on? How is the 
pipe-end finished when the flange is threaded on? What kind of a fit does the flange 
make with a flared or lapped pipe-end? 

14. What are the purposes of pipe-bends? What is the minimum advisable radius for 
a pipe-bend? The minimum advisable tangent-length for a 9-in. pipe bend with shrunk 
flanges? 
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£XAUPL£. — The external-surface area of 4-in. pipe ie 1.178 eq. ft. per 
ft. of length. What will be the quantity of condensation in 40 ft. of 
bare A-ia. pipo carrying steam at 105 lb. preaaure, gage, when tlie sur- 
rounding air-temperature is 60 deg. fahr.? 

SoIjDtion. — A table of the properties of saturated steam (Author's 
PRAtmcAL Heat) gives the temperature of steam at the given pressure 
as 341 deg. fahr., and the latent heat as 877.2 B.t.u. By For. (104), 
W, - 2.7A/(r/, - T/a) + U^ - 2.7 X 1-178 X 40 X (341 - 60) + 
8n.2 - 40.75 Hi. per ftr. 



FlQ. 368. — The Holly Steam-Loop For DrMniHB High-Prewuro Pipidi. 

463. Excessive Loss Of Heat From Steam Pipes May Be 
Prevented by covering the pipes with heat-insulating material. 
Incombustible mineral substances, as magnesia and asbestos, 
are commonly used for this purpose. All steam-pipe cover- 
ings should be at least 1-in. thick. The heat-loss, with a good 
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covering, may be reduced to about 15 per cent, of that occur- 
ring with bare pipe, or even less. 

464. The Condensation In High-Pressure Steam-Piping 
May Be Returned To The Boilers With A Holly Loop (Fig. 
368). The condensation gravitates to a receiver, A, wherein 
it is broken into a spray by passing through a perforated 
plate. Connections should be made to the receiver from all 
parts of the piping system wherein water might become 
pocketed. Due to the discharge of steam from the discharge- 
chamber C, through the vent-pipe, P, and reducing-valve, 
into the feed-water heater, the pressure in the discharge- 
chamber is less than that in the receiver. Hence, a current 
of water-spray, mixed with steam-vapor, ascends through the 
riser R. The steam and water separate in the discharge- 
chamber. The water gravitates to the boilers through the 
drop-leg D. The discharge-chamber is placed at an elevation 
that will insure a sufficient hydrostatic head to overcome the 
excess of boiler steam-pressure over the discharge-chamber 
steam-pressure. Circulation in the loop is started by opening 
valve S» When steam appears, valve S is closed and the 
reducing valve is opened. 

QUESTIONS ON DIVISION 11 

I. What pressures are commonly carried in live-steam piping? In exhaust-steam 
piping? 

5. What are the ordinary materials of steam-piping? 

8. Enumerate the regular grades of steel and wrought-iron pipe. 
4. To what dimensions do the nominal sizes of piping refer? 
8. Enumerate the grades of pipe fittings commonly used. 

6. What is the maximum advisable pressure for malleable-iron fittings? For standard 
cast-iron fittings? For extra heavy cast-steel fittings? For low-pressure cast-iron 
fittings? In extra heavy cast-iron fittings? 

7. How is a lap- weld made in steel or iron pipe? A butt- weld? 

8. For what purpose in power plant steam-piping may riveted pipe be used? 

9. What per cent, of the plate-strength is secured with a lap- weld? With a butt- 
weld? 

10. What is the ultimate strength of a butt-weld in a steel pipe? In a wrought-iron 
pipe? 

II. What is the ultimate strength of a lap- weld in a steel pipe? In a wrought-iron 
pipe? 

IS. What is a companion-fianget 

18. How is a companion-flange shrunk on a pipe-end? How welded on? How is the 
pipe-end finished when the flange is threaded on? What kind of a fit does the flange 
make with a flared or lapped pipe-end? 

14. What are the purposes of pipe-bends? What is the minimum advisable radius for 
a pipe-bend? The minimum advisable tangent-length for a 9-in. pipe bend with shrunk 
flanges? 
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ExAMpi^.— The externftl-aurface area of 4-in. pipe ia 1.178 sq. ft. per 
ft. of length. What will be the quantity of condensation in 40 ft. of 
bare 4-in. pipe carrying eteam at 105 lb. pressure, gage, when the sur- 
rounding air-temperature is 60 deg. fahr.7 

Solution. — A table of the properties of saturated steam (Author's 
Praotigal Heat) gives the temperature of steam at the given pressure 
as 341 deg. fahr., and the latent heat as 877.2 B.t.u. By For. (104], 
W, = 2.7A/(T/, - T/J -i- H, - 2.7 X 1.178 X 40 X (341 - 60) ^ 
877.2 - 40.75 lb. per An 



Fm. 3es.— Tbe Holly SMam-Loop For Druning Hiih-Pr«sBure Pipini. 

463. Excessive Loss Of Heat From Steam Pipes May Be 
Prevented by covering the pipes with heat-insulating material. 
Incombustible mineral substances, as magnesia and asbestos, 
are commonly used for this purpose. All steam-pipe cover- 
ings should be at least 1-in. thick. The heat-loss, with a good 
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covering, may be reduced to about 15 per cent, of that occur- 
ring with bare pipe, or even less. 

464. The Condensation In High-Pressure Steam-Piping 
May Be Returned To The Boilers With A Holly Loop (Fig. 
368). The condensation gravitates to a receiver, A, wherein 
it is broken into a spray by passing through a perforated 
plate. Connections should be made to the receiver from all 
parts of the piping system wherein water might become 
pK)cketed. Due to the discharge of steam from the discharge- 
chamber C, through the vent-pipe, P, and reducing-valve, 
into the feed-water heater, the pressure in the discharge- 
chamber is less than that in the receiver. Hence, a current 
of water-spray, mixed with steam-vapor, ascends through the 
riser R. The steam and water separate in the discharge- 
chamber. The water gravitates to the boilers through the 
drop-leg D. The discharge-chamber is placed at an elevation 
that will insure a sufficient hydrostatic head to overcome the 
excess of boiler steam-pressure over the discharge-chamber 
steam-pressure. Circulation in the loop is started by opening 
valve S. When steam appears, valve S is closed and the 
reducing valve is opened. 

QUESTIONS ON DIVISION 11 

I. What pressures are commonly carried in live-steam piping? In exhaust-steam 
piping? 

5. What are the ordinary materials of steam-piping? 

8. Enumerate the regular grades of steel and wrought-iron pipe. 
4. To what dimensions do the nominal sizes of piping refer? 
8. Enumerate the grades of pipe fittings commonly used. 

6. What is the maximum advisable pressure for malleable-iron fittings? For standard 
cast-iron fittings? For extra heavy cast-steel fittings? For low-pressure cast-iron 
fittings? In extra heavy cast-iron fittings? 

7. How is a lap-weld made in steel or iron pipe? A butt-weld? 

8. For what purpose in power plant steam-piping may riveted pipe be used? 

9. What per cent, of the plate^trength is secured with a lap- weld? With a butt- 
weld? 

10. What is the ultimate strength of a butt- weld in a steel pipe? In a wrought-iron 
pipe? 

II. What is the ultimate strength of a lap- weld in a steel pipe? In a wrought-iron 
pipe? 

IS. What is a companian'fianget 

IS. How is a companion-flange shrunk on a pipe-end? How welded on? How is the 
pipe-end finished when the flange is threaded on? What kind of a fit does the flange 
make with a flared or lapped pipe-end? 

14. What are the purposes of pipe-bends? What is the minimum advisable radius for 
a pipe-bend? The minimum advisable tangent-length for a 9-in. pipe bend with shrunk 
flftnget? 
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18. Which is a tangent-length in a pipe-bend? 

16. Enumerate the principal methods of distributing the steam-output of a set of 
boilers. 

17. What advantage b secured with duplicate main headers? 

18. What are the main features of the unit-group system of steam distribution? 
Why are receiver-separators particularly necessary in the branch pipes to engines where 
this system is used? 

19. What is the commonly-assumed rate of steam-flow for live-steam piping? For 
exhaust-steam piping? 

80. What is the commonly-assumed range of pressure-drop for live-fiteam piping? 
For exhaust-steam piping? 

81. Describe a slip expansion-joint. A swivel expansion-joint. A corrugated 
expansion-joint. 

88. How may transmission of pipe-vibration be prevented? Describe a method of 
support and of suspension to localize pipe-vibration. 

88. Enumerate the common methods of staying and supporting steam-piping. Enuno- 
erate the special adaptations of each. 

84. What is the average percentage of heat-saving effected with pipe coverings? 

88. Explain the operation of the Holly steam-loop. 

PROBLEMS ON DIVISION 11 

1. The required maximum steam-output of a boiler is 30,000 lb. per hr. at 150 lb 
pressure, gage. The total length of pipe in the lead to the main header being 40 ft., 
what should be the pipe-size? 

8. Assuming a uniform velocity of flow in the main and branches, what 
should be the size of a main to supply four branches of sizes 2.5-in., 4-in., 5-in., and 
7-in., respectively? 

8. A 6-in. run of steam-pipe contains two globe-valves and one standard 00-deg. 
elbow. What length of 6-in. pipe would offer equivalent resistance to the steam-current? 

4. What minimum length of pipe is permissible in making an expansion U-bend to 
be used in an 8-in. steam-line, 150 ft. long, carrying steam at 135 lb. pressure per sq. in., 
gage? The temperature of the piping, when erected, is assumed to be 60 deg. fahr. 

8. What will be the quantity of condensation in 30 ft. of bare 10-in. steam-pipe in an 
atmospheric temperature of 90-deg. fahr., if the steam-pressure is 125 lb. per sq. in., 
gage? The external surface area of 10-in. pipe is 2.816 sq. ft. per ft. of length. 



DIVISION 12 

LIVE-STEAM AND EXHAUST-STEAM SEPARATORS 

466. A Live-Steam Separator (Fig. 369) is a device for re- 
moving entrained water from the steam which is conveyed, 
through pipe-lines, from boilers to various steam-consuming 
apparatus, as reciprocating engines and turbines. 



M 



Fib. sea.— IJve-SteHm And Eibiiut-SUam Sepanton Iiutalled In Eii«ins I^pini. 

Note. — Ordikarilt, The Steam Issuing Frou A Boiler Whicb Is 
Unproviddd With Superheating Surface Mat Contain Frou 0.3 
Per Cent. To 5 Per Cent. Of Moisture. — It the steam space of the 
boiler ie unduly restricted, aa where an exceseively large number of tubes 
are used in a return-tubular boiler, the percentage entrainment may 
exceed greatly the maximum figure noted above. Similarly, if a properly- 
la 385 
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proportioned boiler is forced much beyond its rated capacity, the entrain- 
ment may become dangerously excessive. 

Note. — Moistubb May Be Carried From A Boiler Either As 
Finely Divided Spray Or As Concentrated Bulks Of Water. It 
may also be due, wholly or in part, to condensation in the pipe-line. 
The quantity so produced will depend largely upon the length of the 
pipe and the effectiveness of the covering. Water resulting from con- 
densation may accumulate in pockets in the piping, whence it may be 
picked up in bulk by the onrushing current of steam . Similarly quantities 
of water in bulk, or slugs of water j may be projected from the boiler by 
the violent priming that may result from a suddenly applied overload, 
or from carrying the water too high in the boiler. 

466. The Purposes Of Live-Steam Separation are: (1) To 
conserve the energy of the steam. (2) To prevent wrecking of 
engines by slugs of water which might be present with the steams- 
supply. (3) To prevent impairment of engine-lvbricatiov by 
wet steam. (4) To protect the valves, pistons and cylinders of 
reciprocating-engines, and the blades and buckets of turbine, 
from the erosive action of wet steam. 

Note. — Moisture Diminishes The Net Thermal Value Op The 
Steam Which Is Delivered To An Engine, and, therefore, the thermal 
efficiency of the engine. It does this by adding to the initial condensation 
in the cylinder and by absorbing whatever superheat may be available 
from expansion. A discussion of this subject is contained in the Author's 
Practical Heat. 

Note. — Admission Of An Otherwise Trifling Bulk Of Water 
To An Engine Cylinder Is Extremely Dangerous if the engine is 
running at high speed. This is due both to the very restricted clearance 
spaces which considerations of economy demand for high-speed recipro- 
cating engines and to the fact that water is practically incompressible. 

Note. — Steam Turbines May Be Seriously Damaged By Slugs 
Of Water Entering With The Steam. The blades and buckets of 
turbines are liable to be stripped by smaller masses of water than such 
as might be required to wreck the cylinders of reciprocating engines. 

Note. — Thorough Lubrication Of An Engine-Cylinder Is Prac- 
tically Impossible When Excessively Wet Steam Is Used. The 
water will gather on the rubbing surfaces and thus exclude the oiL 
Otherwise it will precipitate the oil and flush it out before it can reach 
the rubbing surfaces. 

467. The Economy Of Live-Steam Separation is, aside from 
the considerations previously noted (Sec. 456), mainly a 
question of fuel saving which results from delivering dry steam 
to the prime mover. The loss from initial condensation, due 
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to the effect of wet steam in the engine cylinders, may be 
regarded as approximately 1 per cent, for each 1 per cent, of 
moisture in the steam (Direct Separator Company, Steam and 
Oil Separatobs). It may also be assumed for turbines that 
for each 1 per cent, of moisture in the steam supplied there is 
an increase of about 2 per cent, in the water rate (HarriBon 
Safety Boiler Works, Sepakatobs). 

Note. — The Lobs Op Epficienct Due To Wet Steam In Tukbinb 
Operation may be ascribed to the extra friction which the moisture 
creates within the turbine. The added friction apparently necessitates 
BupplyiDg an extra pound of steam for each pound of moisture in order 
to maintain a proper velocity of flow. 

Example. — Assuming that 10 tons of coal, at 3 dollars per ton, are 
consumed per day in firing a power plant, the saving which might be 
effected by a 2 per cent, reduction in the moisture content of the steam 
delivered to the ei^ine would annually amount to 10 X 3 X 36S' X 
0.02 = $219. 

468. The Principal Operative And Structural Requisites 
Of A Live-Steam Separator in the supply-line to an engine 
are: (1) It should afford the max- 
imum attainable effectiveness of 

separation. The separation 
should be (Table 474), prac- 
tically, 100 per cent, effective 
when the moisture entrained 
with the steam is less than 5 
per cent. It should be at least 
98 per cent, effective when the 
entrainment amounts to about 
20 per cent. (2) Its tendency 
to reduce the pressure of the steam 
should he practically inappre- 
ciable. (3) It should have storage 
capacity equal to about four 

times the volume of the engine f.<i. 37o.-Vcrti«i so«i™ Through 
cylinder. (4) /( should be of a™t«. 
eimple and durable construction. 

469. A Live Steam-Separator Is Called A Receiver-Separ- 
ator When It Is Provided With A Relatively-Large Well 
(Fig. 370). The well serves, both as a receptacle for the water 
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which is extracted from the steam, and as a reservoir wherein 
an ample volume of steam (Sec. 458) may be continuously 
maintained while the engine is running. 

460. The Steam-Storage Capacity Afforded By A Receiver- 
Separator is of three-fold importance: (1) It operates to 
prevent the vibration to which a long, sinuous, high-pressure 
steam-line might, otherwise, he liable, A prevalent cause of 
vibration of steam-supply lines to engines is the reaction which 
results from the sudden arrest, at cut-ofiF, of the steam-current, 
and the consequent impact of the steam with the back of the 
valve. The constant volume of steam, which a receiver- 
separator may maintain in close proximity to an engine cy- 
linder, acts as a buffer to absorb the shock of such reaction. 
(2) It tends to prevent a drop of pressure between the boiler and 
the engine. The pressure-drop in a steam-supply line may, in 
the absence of storage space close to the engine cyUnder, 
amount to 10 per cent, of the boiler pressure. (3) It acts to 
prevent the excessive priming which might, otherwise, attend a 
suddenly applied overload, 

461. An Exhaust-Steam Separator (Fig. 369) is a device 
for removing oil from the steam which has been used in engine- 
cylinders and expelled therefrom. 

Note. — Exhaust-steam separators are commonly called oil-separators 
and oU-eliminators, 

462. The Main Purposes Of Exhaust-Steam Separation 

are : (1) To render the steam suitable for use in open feed-water 
heaters and thereby conserve the heat therein. Oil in the 
feed-water is dangerous to the integrity of steam-boilers. 
(2) To preserve the radiating-effectiveness of exhaustnsteam 
heating systems. (3) To preserve the condensing-effectiveness 
of surface condensers, A film of oil in the radiators of a heating 
system, or in the tubes of a condenser, greatly retards the 
transmission of heat from the steam to the external air in the 
one case, or to the cooling water in the other. (4) To render 
available, for boiler feed-water, the discharge from surface 
condensers, 

463. The Economy Of Exhaust-Steam Separation is, aside 
from the principal considerations previously enumerated 
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(Sec. 462), largely a question of the saving which purification 
of the exhaust-steam effects in the cost of water for operating 
the plant. Where the boiler feed-water is taken, without 
cost, from streams or other nearby sources, conservation of the 
water supply is of little moment. But where the boiler-water 
is taken from city mains, the expense of wasting the exhaust- 
water may assume serious proportions. 

Example. — Allowing 14 pounds of feed water per hour per horsepower 
developed by a set of condensing engines the annual water-consumption 
for this purpose would be about 14 lb. X 24 hr. X 365 days t- 62.5 lb. 
per cu. ft. = 1,962 cu. ft. per h.p. If the water costs $0.60 per 1,000 
cu. ft., and the plant develops a daily average of 10,000 h.p., the annual 
expense for boiler-feed, if the discharge from the condensers were wasted, 
would, therefore, be (1,962 X 10,000 -r 1,000) X 0.50 = $9810.00. As- 
suming, in this case, that 80 per cent, of the condensed exhaust steam 
were returned to the boilers as clean feed-water, the annual saving would 
be 9,810 X 0.8 = $7848.00. 

464. The Physical Phenomena Involved In The Operation 
Of Steam-Separators are: (1) Expansion. (2) Momentum. 
(3) Elasticity, (4) Capillary entrainm^nt. (5) Absorption. 
These principles, as explained hereinafter, are variously 
applied. The first four are observable in the operation of all 
separators. 

Note. — Expansion, As A Principle Op Separation, is prominent in 
the workings of all receiver-separators. The current of steam expands 
somewhat after issuing from the contracted pipe passage (P, Fig. 370) 
into the relatively-ample volume of the receiver, R, Its density thus 
momentarily diminishes. Hence, it becomes less effective for supporting 
the suspended moisture. The tendency of the Water particles to drop 
out of the steam by their own weight is, therefore, increased. 

466. Steam Separators May Be Classified According To 
Their Principal Modes Of Operation as follows: (1) Reverse- 
current separators. (2) Centrifugal separators. (3) Impact or 
Baffle-plate separators. (4) Mesh separators. (5) Gridiron 
separators. (6) Absorption separators. 

466. The Main Operating Principle Of Reverse-Current 
Separators (Figs. 371, 372 and 373) is the momentum which a 
body acquires through propulsion by a force acting along an 
approximately straight line. After entering the separator, 
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the moisture-laden current of steam traverses a short distance 
(Fig. 371) in a direct line. Itscourseis then reversed abruptly. 
The steam readily adjusts itself to the altered direction of 
flow. But the water particles being of much greater specific 
gravity than the steam, are propelled by their own momentuni 
to the bottom of the separating chamber. 

Note. — With the separation shown in Fig. 371, removal of the mois- 
ture depends solely upon the whip-snap action which accompanies the 
curTent-reversal, With the apparatus shown in Fig. 372, two horizontal 
baffle-plates or wings, one projecting laterally from each aide of the 
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Pminaae Ducfs leoc/ira 
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Pio, 371— Huppw Re- Flo. 372.— WBlderon Re- Pra. 873.— Anttin B^ 
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EibBiut-St«m Sepsrstor. Receivei-S«piiTstor, Live-Steam Bepkntur. 

diaphrogmed steam-duct, aid in the separation. With the apparatus 
shown in Fig. 373, the separation is partially efFecled by impact of the 
current with the hoods, 

467. The Main Operating Principle Of Centrifugal Sepa- 
rators (Figs. 374, 375, 376) is the tangential momentum which 
a body acquires through the action of centrifugal force. The 
steam-current assumes a spiral or twisting motion at the 
instant of its entrance to the separator. The centrifugal 
force thereby developed in the particles of oil or water impels 
them to fly tangentially from the steam-current. Thus, the 
oil or water is Sung against the inner surface of the external 
shell, down which it trickles to the drainage outlet. 
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Note. — The device for imparting a twisting motion to the eteam in e, 
centrifugal separator may be a helix in the throat of the inlet orifice 




D Baffle-PlHte Ancle 



(Fig. 374), a heHjt which traverses the interior of the eeparatorfrom the 
inlet to the outlet (H, Fig. 375), or a spiral web (W, Fig. 376) which 
winds about a central outlet tube. 
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468. The Main Operating Prindide Of Impact Or Baffle- 
Plate Separators (Fig. 370, 377, 378, 379, 380 and 381) is the 



Fio, 380.~Au«tin Bsffle-I^te Hotiion- Fig. 381.— Bsuni Baffle-Plmte 

tal Eihaugt-Stmiii Sepuatdr For Vacuum HoiiionUI Exluuit-Steam Sep- 

Service. Brstor For Vuuum Service. 

elasticity of steam. The entering steam-current (Fig. 377) 
impinges upon the upper baffle, B. Due to its great elasticity, 
the steam rebounds therefrom. But the quite inelastic water 
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adheres to the plate and trickles by capillary entrainment into 
the trough at its lower edge. Thence it flowB to the drainage 
outlet, 0. The separation thus far is, however, only partial. 
When the steam rebounds the upper baffle, it strikes the outer 
shell, S. It then rebounds downward, toward the opening to 
the lower bafEe, and reverses its direction of flow. Additional 
moisture is thus whipped out by its own momentum. 

469. Corrugated And Fluted or Ribbed Surfaces In Steam 
Separators (Figs. 370, 378, 379, 380 and 381) perform a two- 
fold function: (1) They prevent the sweep of the steam-curreTii 
from scouring the adhering particles of oil or moisture from the 
surfaces. (2) They facilitate the tendency of the separated oil 
or water to trickle doumward in a multiiude of smaZZ individual 
streams. 

470. The Main Operating Principle Of Mesh Separators 
(Fig, 382) is the tendency of fluid particles to entrain and 
form into minute rivulets 

by capillary attraction, t 
The entering steam-cur- 
rent, E, impinges directly 
upon the sieve, S, which 
covers the conical top of ) 
the hood, H, surrounding ' 
the upper orifice of the 
outlet tube, 0. A portion 
of the water or oil will ad- 
here to the sieve, and, by 
capillary entrainment, will 
pass through its meshes 
to the top surface of the 
hood. The water or oil thus 
deposited flows through the 

drain^e tubes D, to the *'"- 3S2.-Sw«t M«h v«rtK«i 8w.n, sep- 
collecting-chamber, C 

Impact with the conical surface changes the form of the 
steam-current to that of an annular sheet which sweeps down- 
ward in the space between the cylindrical wall of the hood, H, 
and the cylindrical sieve or trapping-sheet, T. Nearly all of 
the remaining moisture, or oil, is caught in the meahes (Fig. 
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383) of the trapping-sheet, T. It is thereby entrained in tiny 
streams which flow to the annular space, A, between the trap- 
ping sheet and the shell. Thence it trickles downward to the 



collecting chamber, C, Practically all of the moisture, or oil, 
which still remains in the steam-current will be whipped out 
as the current reverses its direction of flow in passing upward 
to the outlet-tube orifice, 0. The pei^ 
forated diaphragm, P, prevents the steam- 
current from picking the water, or oil and 
water, out of the chamber beneath. 

471. The Main Operating Principle Of 
Gridiron Separators (Fig. 384) is capillary 
attraction. A series of gridiron separat- 
ing-plates (Fig. 385) is arranged in stag- 
gered formation (Fig. 386) in the path of 
the steam-current. The columns of these 
FiQ 385 — oridiron pl^*^^ are hollow. Vertical series of 
SepRtsting-Pute 01 small cups. Or recesses, are cast in the 
Bundy steam separiitot. ^^^^ ^f ^jjg columns against which the 
entering steam impinges. A small hole is drilled from each 
cup to the hollow interior of the column. The particles of 
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water, or oil, are projected against the grids and cling thereto. 
The capillary action which then ensues causes them to gather 
in the cups. Thence they trickle through the small ports 
which lead to the channels inside the columns From these 
they fall into the collecting-chamber, C, beneath. 

472. The Operating Principle Of Absorption Separators 
(Fig, 387) depends upon the absorbent properties of certain 
porous or fibrous materials. 



Flo. 386. — Btiagered Formition Of 
Oridiron. Separntina Plates In Bundy 

Note. — AbHOiptJon separatore are designed only for exhaust-eteam 
BeparatJon. 

473. The Maximum Efficiency Of Separation Attainable 
(Table 474) with any given type of live-steam separator 
varies according to the quality of the steam as it enters the 
separator. (See Sec. 476 for meaning of efficiency.) 

Note. — The efficiency of a live-Hteam separator, and, therefore, the 
ultunste eflectivene.88 of separation ia benefited by providing an ade- 
quate covering of insulating materiaL 
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474. Table ^lowiiig Rfficiencies Obtained In 
Lhre-Steam Separators Of Sz DiSerent Makes. 
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475. The Velocity Of The Steam-Cnrrent In Transit 
Through A Separator Affects The Eflhdency Of The Separator. 
The efficiency diminishes as the velocity increases. If a sepa- 
rator is so designed as to permit an excessive velocity of 
steam-flow through it, its efficiency (Fig. 388) may be practi- 
cally zero. 



Note. — Expansion of the steam (Sec. 460) in transit through the rela- 
tirely-Jarge steam space of a separator results in a momentary diminution 



Sec. 476] STEAM SEPARATORS 397 

of the velocity of flow. The initial velocity is, however, restored when 
the steam reenten the outlet pipe if the outlet is the same siie as the 
inlet pipe. 



», — Graph Sboviua Relation Bet we 



id Velodty O 



476. The Efficiency Of A Live-Steam Separator may be 
imputed by the following formula: 
„ 100W„ 



(105) 
Wherein E 



(per cent, efficiency) 
= per cent, efficiency. "W^ = weight of separated 
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water, in lb. Wi = weight of moisture, in lb., in a definite 
weight of steam delivered to the separator, as determined 
(Fig. 389) by calorimeter and steam-flow tests. 
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Example. — A steam-flow meter at 5 (Fig. 389), records a flow of 
16,273 lb. of steam during a certain time-interval. A calorimeter at C 
shows the quality of the steam to be 94.5 per cent. The weight of the 
separated water drawn during the interval from the storage reservoir, R, 
is 530 lb. What is the efficiency of the separator? Solution. — The 
weight of moisture in the steam = 16,273 X (1 - 0.945) = 895 lb. 
Applymg For. (105), E = 100W«,/Wi = 100 X 530 -5- 895 = 59.2 per 
cent, 

476A. The Efficiency Of A Live Steam Separator May 
Also Be Computed On The Basis Of The Quality Of The 
Steam Entering And Leaving The Separator by applying the 
following formula: 

(105A) E= ^^^^qZx'^ (P®^ cent, efficiency) 

Wherein: Xi = quality of the steam entering the separator, 
in per cent. X2 = quality of the steam leaving the separator, 
in per cent. 

Example. — In the preceeding example, what is the efficiency of the 
separator if a calorimeter at B (Fig. 389) shows the quality of the steam 
leaving the separator to be 97.8 per cent. ? 

Solution.— By For. (105A): £ = 100(xj - 2;i)/(100 - Xi) = 100 X 
(97.8 - 94.5) -f- (100 - 94.5) = 59.2 per cent. 

477. Exhaust-Steam Separation In A Partial Vacuum May 
Be Facilitated By Wetting The Separating Surface. — This 
may be accomphshed in either of two ways: (1) By injecting 
(Fig. 380) a spray of cold water against the surface. (2) By 
circulaMng cold water within a chamber (Fig. 381) th£ wall of 
which forms the separating surface. Moisture is thus by 
condensation of a portion of the steam, caused to appear on 
the separating surface. 

Note. — When an engine is exhausting into a partial vacuum the steam 
will have little tendencj'^ to condense or to entrain moisture during its 
passage from the engine-cylinder to the condenser. Hence, all of the 
surfaces which the steam encounters will continue dry. The fine parti- 
cles of cylinder oil will, therefore, due to their very low specific gravity, 
tend to rebound with the steam from the separating surface. But if 
the surface is covered with a film of moisture, the moisture will diffuse 
the oil-particles over the surface and thus cause them to adhere thereto. 
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478. An Ezhaiist-Head (Figs. 390 and 391) ie an exhausts 
steam Beparator especially designed for attachment to the 
discharge-end of an engine exhaust-pipe which opens to the 
atmosphere. 



Fia. 380,— "Wright "Beffle-PlBteEihauat- Fra. 391.— Sweet" Math Et- 

Head. Iiaust-Read. 

479. The Purpose Of An Exhaust -Head Is twofold : (1) To 

prevent polluUon of the atmosphere and befoulment of the roofs 
and waUs of buildings by the oil-and-water in the exhaust-steam. 
(2) To muffle the sound of the exhaust. 

480. The Proper Location For A Live-Steam Separator is 
as close to the apparatus which it is designed to serve as the 
piping arrangement will permit. Where the separator is 
used (Fig. 369) in connection with an engine, it should be 
connected directly to the throttle valve, 

481. The Proper Location For An Exhaust-Steam Separator 
depends upon the ultimate disposition of the exhaust. In a 
non-condensing plant, the separator may be installed (Fig. 369) 
in the main exhaust pipe close to the point where it branches 
to the feed-water heater and the radiator heating system. In 
a surface-condensing plant, the separator may be installed 
at any point between the engine and condenser. If a vacuum 
feed-water heater (Sec. 249) is included in the installation, 
and the separator is unprovided with a device for wetting 
the separating surfaces, it may be preferable to place the 
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separator between the heater and condenser. The moisture 
which the steam entrains in the heater will thus become 
available for wetting the surfaces. A disadvantage of this 
arrangement is that the heater-tubes will be exposed to 
befoulment by the oil. 

Note. — Exhaust-steam separators are not commonly used in connec- 
tion witl} condensers in which the steam mingles directly with the con- 
densing water. 

482. The Selection Of A Suitable Live-Steam Separator 

is mainly a question of adapting its shape to structiu-al limi- 
tations. The vertical, horizontal, and angle forms provide 
flexibility of choice in this regard. Otherwise, it is usually 
only necessary, when ordering a separator, to specify the size 
of the steam-pipe, the type of engine and the steam-pressure. 
The proportions adopted by the different manufacturers are 
made conformable to these data. 

Note. — The size of a steamnseparator refers to the size of the pipe-line 
in which the separator is installed. 

483. The Selection Of A Suitable Ezfaaust-Steaxfi Separator 

is mainly contingent upon the following information: (1) 

The number and sizes, of the 
engines, including steam-pumpSy 
which are to exhaust through 
the separator. (2) The required 
location of the separator (Sec. 
481). (3) Whether the plant is 
operated condensing or non- 
condensing. (4) The pressure of 
the exhaust. (5) The quality and 
quantity of the cylinder oil used. 
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Fia. 392. — Eclipse Exhaust Steam 
Separator Arranged To Reduce Veloc- 
ity Of Steam Flow. 



Note. — The first and fourth items enumerated above mainly deter- 
mine the velocity of flow through the main exhaust-pipe. The slower 
the steam-flow, the more effective the separation. Adequate separation 
may, therefore, be generally insured by selecting a separator (Fig. 392) 
two or three sizes larger than the exhaust pipe size. 

484. A Live-Steam Separator Should Be Drained Auto- 
matically (Fig. 369) by a reliable steam trap. (See Div. 13.) 
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486. Steam-Separators Should Be Equipped With Glass 
Water-Gages (Fig. 369). The glass-gage, (?, may be con- 
nected in parallel with a by-pass pipe (P, Fig. 393). The pur- 
pose of this arrangement is to minimize glass breakage; See 
Power 1910. 



Sfeam'SSipercrtor. 




Dntln Connection-'' 



Note. — The breakage to which glass gages are peculiarly susceptible 
when attached to steam separators may be due to the frequent and rapid 
changes of temperature to which the glass is subjected. The pressure 
within a separator in the supply pipe of 
an engine may fluctuate through a 
range of perhaps 10 pounds. This will 
be accompanied by a fluctuation in 
temperature which may affect the 
molecular structure of the glass. The 
glass will crystallize quickly and will 
eventually shatter into fragments. 
By locating the gage at a considerable 
distance from the separator and in- 
troducing an intermediary passage ^f'""- ^^- "1^*^^^^°' Shielding 

/T» T«- orxo\ zE • J. J J.' Glaae Gage From Fluctuations Of 

(P, Fig. 393), sufficient condensation steam-Temperature. 

may be thereby induced to cause a 

thin film of water to gather on the interior of the glass. This moisture 
will diminish by evaporation as the pressure drops and will augment by 
further condensation as the pressure rises. Thus it may minimize 
temperature fluctuation in the glass. 

486. The Cost Of Steam And Oil Separators: Standard 
horizontal-type oil separators, 2 to 8 in., range in price $8 to 
$36. Vertical-receiver-type oil separators, 2 to 8 in., $13.60 
to $62.00. Standard vertical steam separators, 2 to 8 in., 
$18.40 to $88.00. Standard horizontal steam separators, 
2 to 8 in., $12 to $52. Preceding values (from Mechanical 
And Electrical Cost Data, Gillette and Dana, McGraw- 
Hill) are pre-war costs. During and immediately after the 
great war the prices were advanced from about 100 per cent, 
for the small to 25 per cent, for the large sizes. 

QUESTIONS ON DIVISION U 

• 

1* What is a live-steam separator? 

S. What percentage of entrained moisture does the steam delivered by a boiler, with- 
out superheating surface, ordinarily contain? 

S. What circumstances of boiler-design and operation principally affect the degree of 
moisture-entrainment? 

4. What are tlufft of water in a steam pipe? What causes the entrained moistiure to 
form slugs? 
26 
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5. What contributory circumstance usually deteiinines the total quantity of moisture 
in the steam delivered to a separator? 

6. Enumerate the chief purposes of live-steam separation. 

7. Through what phenomena, occurring within an engine cylinder, is diminishment 
of the engine's thermal efficiency by wet steam mainly effected? 

8. Why are slugs of water in the steam-supply particularly dangerous to high speed 
reciprocating engines? 

f . In what way may damage occur to a turbine by small masses of water in the steam- 
supply? 

10. How does wet steam affect the internal lubrication of an engine? 

11. What approximate numerical relation exists between the percentage of moisture 
in the steam delivered to an engine and the resulting percentage of loss of economy? 

IS. What circumstance apparently explains the loss of thermal efficiency that results 
from supplsdng wet steam to a turbine? 

IS. What are the chief requisites of a live-steam separator? 

14. What is a. receiver-separator? 

15. What benefits may attend the use of receiver-separators? 

16. How does a receiver-separator operate to prevent vibration of the steam-supply 
pipe of an engine? 

17. What is an exhaust-steam separator? 

18. What are the principal purposes of exhaust-steam separation? 

19. What is the outstanding consideration with respect to the economy of exhaust- 
steam separation? 

50. What are the physical phenomena which are mainly observable in the operation 
of steam separators? 

51. How does expansion of the steam affect separation? 

SS. Enumerate the general classes of steam-separators. 

SS. What is the main operating principle of reverse-current separators? Of centri- 
fugal separators? Of baffle-plate separators? Of mesh separators? Of gridiron 
separators? Of absorption separators? 

54. What are the functions of corrugations and ribs on the inner surfaces of steam- 
separators? 

55. What variable factor controls the operating efficiency of a live-steam separator? 

56. What factors determine the opercUing efficiency of a eeparatort What facUnr 
determines the effectiveness of the separcUion accomplished by a separator? 

57. What effect will diminished velocity have on the efficiency of the separator? 
How may a diminished velocity of flow through a separator be obtained? 

58. Why may advantage result from injecting water into the exhaust-steam separator 
of a condensing engine? 

59. What is an exhaust-head? 

80. What are the functions of an exhaust-head? 

81. What circumstances mainly govern the selection of a proper point of location for 
a steam separator in an exhaust-line? 

8S. What considerations are principally involved in the selection of a live-steam 
separator? Of an exhaust-steam separator? 

88. What benefit may result from installing an exhaust-steam separator of larger 
sise than the exhaust-pipe size? 

84. How should live-steam separators be drained? 

85. To what inherent circumstance of operation may difficulty of maintaining glass 
water-gages on separators be ascribed? 

PROBLEMS ON DIVISION IS 

1. In a certain locality, coal is available at $4.00 per ton. If 30 tons are normally 
consumed per day, what will be the saving per year if the quality of the steam delivered 
to the reciprocating engines is raised by a separator from 95 to 98 per cent. ? 

S. The steam passing to a certain separator has a quality of 93 per cent. If 5,600 lb. 
pass per hour and the separator collects 285 lb. of water, what is the efficiency of the 
separator? 



DIVISION 13 

STEAM TRAPS 

487. Steam Traps are devices for entrapping and auto- 
matically disposing of the water that results: (1) From con- 
densation, and enlrainage in sleam-piping systems (Fig. 394, 395 
and 396). (2) From condensation in steam-heating apparaltis, 
(3) From condensation in steairir-power apparatus (Figs. 397 
and 398). 



NoTB. — Steam Tkapb, In Gbnbbai, Mat Be Divided Into Two 
Gbocps: (1) Return trape (Fig. 399) or those which diacharge, against 
boiler-presBure, directly into the water spaces of steam boileis. (2) 
Non-return traps (Fig. 400) or those which discharge against normal 
atmoBpherio pressure, or into receptacles under less than boiler pressure. 

Steam Traps Mat Be Classified According To The Principles 
Of Operation Chieflt Euploted as; (!) Buoyancy traps, which com' 
prise baS^floal trap* (F^g. 396, 400 and 401) and InickelrfiwU traps (Figs. 
394 and 398). (2) Coumeru>eighied tUHng or dumping traps (Rg. 399), 
(3) Expansion traps (F«8. 395 and 397). 
403 
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Fia. 395. — Kieley Expansion Intermittent-Discharge Steam Trap Draining Radia- 
tion. When T Fills With Water And Cools, It Contracts And Draws In H And P. 
V Is Then Opened By Upward Thrust Of S Against L. When Steam Enters. T Ex- 
pands And Pushes Out // And P. V Is Then Closed By Downward Thrust Of P 
Against L. 
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Fia. 396. — Strong Vacuum Trap Installed For Draining Separator In Condensing- 
Engine Exhaust-Line. When F Rises, V Closes And P Opens, Permitting Live Steam 
Or Atmospheric Air Pressure To Discharge Accumulated Water W. 
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Stbam Traps Mat Be Clabmfied According To Tbb Character 
Op Discbarqb oh: (1) Continuaus-diacharge traps, which are, mainly, of 
the ball-float type. (2) InUrmitUnt-dUdMrge trap*. 



;-CK!«l ntdtatir ] 




7ia. 307. — Mu-ok Eipiiuian Stum Tnp InetaUed For Drunins Qosed F»d Water 
Heater. When Steam EnUrs Cuing OT Trap, T Eipsndi And CIosh V. When Water 
Aeoumulstee In Inlot Pipe, T Contnots snd Opeoa V. Water Enten Ca^nc C Of 
Trap And Puna Out Ttrough O. 

488. The Main Operating Principle Of Return Steam- 
Traps (Fig. 399) is equalization of pressure between the 
interior of the trap and the interior of the boiler into which 




Fia. 30S.— Arruiaement 0{ Tilting-Bucket-Float Inlermittent-Ducharae Eigb- 
Prenuie Steam Trapa Far Dninins Live-Steara Sepacaton And ReheaUns-Coila Of 
Two Croee-Compautid Enginea. 

the trap is intended to discharge. This is accomplished by 
admitting boiler-steam to the trap. With the equalization 
of pressure, the water which has been collected in the trap 
flows out by gravity. 
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489. The Volume, In Cubic Feet, Of Steam Required For 
Each Discharge Of A Return Trap is approximately equal to 
the volume, in cubic feet, of the water diecharged. 




Fio. 399.— Bundy Retun 
A Clm«. Steam Then Pm 
Throinh F. T. C. And D, 
deiuation-Wat«r Then Pan 



ap. Wlien B Fills With Watei And Fslla, FOiiena Ai 
latfl Bowl Throucb M And L. And Water Ib Forced Oi 
in B Empties And Riua, V Qoaes And A Opena. Co 
ito Bowl Tbrouch W, S, T. And F. 



ExAMPbG. — Assume that a return trap is discharging into a boiler 
under 100 lb. presBure. Then the weight of the steam, which is admitt«d 
to the trap is (as taken from a 8t«am table) about 0.25 lb. per cu. ft. 
The returned water of condensation weighs about 60 U>. per cu. /I. Nov 
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as stated, above, 1 cu. ft. (60 lb.) of water requires 1 cu. ft. (0.25 lb.) 
of steam. Hence, 1 lb. of water requires 0.26 ■^ 60 = 0.0O42 lb. Of 
steam. 



Fia. 40a— Ani«ie»n Bkll-FlMt ConUnuauHliwIwrca Biah-pnHun Stedm Tmp, 

Note. — A portion of the heat of the steam is lost by radiation from the 
trap. Also, steam may be lost, at each discharge, through the vent- 
valve (A, Fig. S90). The cumulative loss from these sources may amount 
■to 1 per cent, of the total evaporation of the boiler. 



490. The Economy Of Return Steam-Trap Service resides, 
mainly, in the saving effected by returning the water of coO' 
densation from high-pressure steam apparatus directly to 
the boilers, instead of returning it thereto in relays, as through 
a receiver or feed-water heater under atmospheric pressure. 

EitpLANATTON. — In industrial processes which require steam tor heat- 
ing, drying or boiling, the steam is commonly supplied from the boileia, 
and is condensed in the manufacturing apparatus under pressures rang- 
ing from A few pounds up to 100 pounds or more. 

Where Steam of, say, 80 lb. pressure is used in heating-coils, as in a 
high-temperature dry-room, the water of condensation may leave the 



408 STEAM POWER PLANT AUXILIARIES [Div. 13 

coils at a temperature of 300 deg. fahr. If such water is trapped to an 
open receiver or feed-water heater, it will, immediately it is discharged 
by the trap, expand and cool to the boiling point under atmospheric 
pressure. Also, its temperature must be still further reduced to about 
210 deg. fahr. in order that its delivery to the boilers, by a feed-pump, 
may be facilitated. Thus the water will have thrown ofif the heat cor- 
responding to a temperature reduction of about: 300 — 210 = 90 deg. 
fahr. Furthermore, it will have lost a considerable portion of its own 
bulk and some heat through vaporization. While most of the water 
thus vaporized may be recovered, some of it will be a dead loss. 

The saving that might be realized, in this case, by returning the water 
of condensation directly from the heating-eoils to the boilers is, there- 
fore, represented by (1) The quarUity of coal required to supply the heat 
corresponding to a temperature reduction of 90 deg, fahr, plus (2) T?ie heat 
lost through vaporization, 

491. A Proper Location For A Return Steam Trap (Fig. 399) 
is at least 3 ft. above the normal water-level in the boiler to 
which the trap is attached. This will insure a positive 
gravitational flow of the returned water from the trap to the 
boiler. 

492. The Economy Of Non-Return Steam-Trap Service 
subsists, mainly in the saving effected by preventing the steam 
from blowing through drips and drains directly to the atmos- 
phere. It is contingent upon two principal considerations. 
(1) Selection of the proper type of trap for the particular service 
requirements. (2) The area of the trap discharge-valve orifice 
and the condition of the vahe. 

Example. — Where a ?i-in. drain pipe from a steam-piping system 
under, say, 165 lb. per sq. in. gage pressure is blowing directly to the 
atmosphere, the resulting loss of steam may amount to about 1,120 
pounds per hour. This is the equivalent of, approximately, 35 boiler 
horse power. Assuming that a boiler horse power costs, say, $3.25 per 
mo., the total monthly loss from this source will amount to about 3.25 X 
35 = $113.75. With the drain-pipe connected to a properly-selected 
steam trap, the loss of steam, due to condensation in the drainage 
connections, might be reduced to about 32 pounds per hour. 

Note. — The Area Op The Valve-Orifice Op A Trap For Low- 
Pressure Service should equal the crossHsectional area of the size of 
pipe for which the outlet orifice of the trap is tapped. 

The Area Op The Valve-Orifice Of A Trap For Medium Ob 
Ordinary High-Pressure Service, as where the drainage from a live- 
steam separator is discharged into an open feed-water heater, may be 
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smaller than the openings in the pipe-connections. It should, however, 
in any case, be large enough to obviate liabiUty of the passage becoming 
clogged with particles of scale. 

493. Steam Traps Which Are Dependent Upon Temperature 
Changes For Their Operation Should Not Serve Separators 
Or Similar Apparatus, in the draining of which the trap should 
operate instantly after the accumulated water has attained 
the head at which it should discharge. 

Explanation. — Assume that either a f]oat-K)perated trap or a tilting 
trap is installed for draining the steamnseparator in a supply -line which 
ordinarily conveys 90-lb.-pressure steam. The trap will continue to 
function, without intermission, if the pressure rises to, say, 100 lb. or 
falls below 90 lb. But if an expansion trap is substituted, it must, 
necessarily, be set to open at the temperature of the condensation 
from the 90 Ib.-pressure steam, which may be as low as 310 deg. fahr. 
Consequently, if the pressure rises to 100 lb., at which the condensation 
may reach the trap at about 320 deg. fahr., the expansion trap will 
remain closed until the temperature of the condensed water drops to 
310 deg. fahr. During the requisite time-interval, however, the con- 
densate accumulation might become dangerously excessive. On the 
other hand, if the pressure falls below 90 lb., condensation may reach the 
trap at some temperature below 310 deg. fahr. Hence, the expansion 
trap will blow steam so long as the diminished pressure continues. 

494. Steam-Traps For Attachment To Heating Coils 

(Fig. 395) and similar apparatus, may, with advantage, 
operate on the principle of thermal expansion. 

Explanation. — Assume that steam at 90 lb. pressure is circulated in a 
set of heating coils. Then the water of condensation will form at a 
temperature of about 330 deg. fahr. Hence, a float-operated trap or 
a tilting trap will discharge the water at approximately this temperature. 
Assuming that the surrounding air is heated to 150 deg. fahr., the 
quantity of heat in the trap-discharged water which will be rendered 
unavailable for radiation from the coils will correspond to a temperature 
range of 330 — 150 = 180 deg. fahr. But if an expansion trap is sub- 
stituted, it may be set to discharge at 150 deg. fahr. Thereby the maxi- 
mum available thermal value of the steam delivered to the coils will be 
realized for heating. 

496. The Proper Location For An Ordinary High- Or Low- 
Pressure Steam Trap (Figs. 394 to 398) is, with reference to 
the location of the apparatus which the trap is intended to 
serve, such that the drainage-water will flow to it by gravity. 
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Note. — If the appuratus to be drained is located at an inconveniently- 
low elevation, as on the bottom of a narrow pit or trench, an e:(pansion 
trap may be located (Fig. 402) at a higher elevation if the drainage water 
leaves the apparatus under BufBcient pressure. There should be at least 
' i4 lb. per eq. in. pressure for each foot vertical height. 

EkampiiE. — A steam-pressure of 5 lb. per sq. in. in the beating-coil 
(F^. 402) will, practically, balance a column of water: 5 -f- 0.5 = 10/t. 
high. Hence, the water of condensation will be forced to the trap, if 
the trap-inlet is located less than about 10 ft. above the drain^e-outlet 
of the coil. 



a HBBtiug Coil Looated On Bottom 

496. The Location Of An Expansion Trap should be such 
that its operation will not be affected by excessive variatione 
of temperature occurring in the surrounding atmosphere. 

497. The Capaci^ Of A Steam-Trap may be rated (Table 
498) either in terms of the quantity of water to be trapped per 
fumr, or in terms of the extent of radiaiing surface in the ap- 
paratus from which the trap may drain water of condensation. 

Note.— It is commonly assumed that each square toot of direct ra- 
diating surface in a heating system will, ordinarily, condense about 0.33 
lb. of steam per hour. It is also assumed that the radiation from each 
lineal foot of 1-inch pipe in a heating coil will, ordinarily, condense about 
O.IS lb. of steam per hour. Where very wet products are to be dried 
in a kiln or dry-room, a trap for draining the heating coils should be 
selected on a basis of 0.56 lb. of steam condensed per hour per lineal foot 
of 1-inch pipe. Where the heated air is circulated under pressure of a 
fan-blower, the basis of selection should be 0.94 lb. of condensation per 
hour per lineal foot of 1-inch pipe. 
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498. Table Showing Dimensions And Capacities Of Steam- 
Traps Working Under Medium Pressure (Adapted from 
Swendeman's, A Steam-Trap Catechism). 











Elated capacities per hour 
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Steam 
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50 


375 


3114 


5538 


1846 


>4, 


H 


75 


459 


3811 


6776 


2258 






100 


530 


4402 


7827 


2609 






125 


593 


4976 


8847 


2949 






50 


584 


4847 


8618 


2873 


K« 


H 


75 


715 


5936 


10554 


3518 






100 


826 


6853 


12184 


4062 
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13624 


4542 






50 
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3486 


»H2 
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7205 
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1002 
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75 


1838 


15252 


27118 


9039 






100 


2122 


17616 


31322 


10441 
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2363 


19694 


35017 


11672 



499. The Quantity Of Condensation-Water To Be Trapped 
From A Piping System may be approximately computed by 
the following formula: 

(106) W«, = AfK (lb. per hr.) 

Wherein: Wtx, = weight of condensation in pounds per hour. 
Af = area of piping surface, in square feet. K = conden- 
sation, in pounds per hour per square foot of pipe surface, 



n 
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corresponding to the observed steam pressure, as given in 
Table 500. 

600. Table Showing Rate Of Condensation, In Uncovered 
Pipe Lines, Of Steam At Various Pressures. Adapted from 
Elliott Companys' Bulletin G on Steam-Traps. 



Steam pressure, in 
lb. per sq. in. (gage) 


5 
0.7 


10 

0.8 


20 
0.9 


30 
1.0 


40 
1.1 


50 
1.2 


60 
1.3 


80 
1.6 


100 
1.7 


125 


Condensation, in lb. 
per hr., per sq. ft. of 
pipe-surface 


1.9 



Example. — It is found, by computation that the high-pressure piping 
in a boiler and engine plant exposes 2,683 sq. ft. of radiation-area. The 
steam pressure is 115 lb. per sq. in., gage. What size of trap, as listed 
in Table 498 should be used for draining the system? 

Solution. — By Table 500, the condensation rate for steam at 100 lb. 
pressure = 1.7 lb. per hr. per sq. ft. of exposed surface, and for steam 
at 125 lb. pressure = 1.9 lb. per hr. per sq. ft. of exposed surface. Hence, 
the condensation rate for steam at 115 lb. pressure = (1.9 — 1.7) -5- 
(125 - 100) X (115 - 100) + 1.7 = 1.82 lb. per hr. per sq. ft. of ex- 
posed surface. Applying For. (106) W^ ^ A/K = 2683 X 1.82 = 
4,883.06 lb. per hr. Hence, by Table 498 a M-in. trap having a M-i»- 
valve orifice should be used. 



60l! The Piping Of A Steam-Trap should be adapted to the 
particular service for which the trap is installed. Numerous 
right-angled turns, and runs of excessive length in the dis- 
charge piping, should be avoided. To obviate interference, 
the discharges from low-pressure and high-pressure traps 
should be piped independently. 

Note. — Every Steam Trap Should Have An External By-Pass 
(B, Fig. 394). Also, stop valves, Vi and Vtj should be inserted between 
the by-pass connections and the inlet and outlet orifices of the trap. 

Strainers In Trap-Inlet Connections (B, Fig. 395) may be used to 
prevent particles of scale, or other solid substance, from entering the 
trap and fouling the valve. 

Provision For Draining Trap Discharge-Pipes, while the traps 
are inoperative, (D, Fig. 398) should be made when the traps are ex- 
posed to freezing in cold weather. 
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602. Check-Valves Should Be Inserted In The Discharge 
Pipes Of Steam Traps where two or more high-pressure traps 
discharge (Fig. 398) into a common discharge-line or where 
a return-trap (Fig. 399) is used for boiler-feeding. 

Note. — For ordinary high-pressure service, the check-valves (C, Fig. 
398) in the discharge pipes of steam-traps may be of standard weight and 
may be filled with renewable composition discs. For boiler-feed ser- 
vice however, the check-valves (S and Q, Fig. 399) should be extra 
heavy and should have solid brass discs. Check-valves with composi- 
tion discs are ill-adapted to withstand the stresses of boiler-feed service. 

603. A Vent-Pipe Connecting A High-Pressure Trap With 
The Apparatus Drained (P, Fig. 394) is often necessary to 
insure regular operation of the trap. 

Explanation. — With a scant flow of water from the separator (S, 
Fig. 394) the upper part of the trap will contain steam of the same 
pressure as that in the separator. Should a slug of water enter the sepa- 
rator, direct commimication between the steam-occupied space in the 
trap and the steam space in the separator will, in the absence of a vent 
pipe, be closed. The flow from the separator will, therefore, cease until 
the steam in the trap condenses. Restoration of an imimpeded flow may 
be further delayed by air mingled with the trapped steam. 

604. The Care of Steam Traps involves periodic inspections 
and, when necessary, repair or replacement of the valves or 
seats. Inspection should be made frequently because the 
flow of water through steam traps cuts into the valves and 
seats, which may then leak or "blow'' steam. Since the 
traps are enclosed — as are usually the discharge pipes — a leak 
would not ordinarially be noticed. But by placing the ear to a 
trap, the blowing can, frequently, be detected. A still-better 
method for detecting the leaks consists of providing an opening 
in the discharge pipe, from which the leak is then visible. 
Since, as stated in Sec. 492, losses from leaks readily become 
excessive and expensive, a leaky trap should, immediately, 
be taken from service and repaired upon discovery of the leak. 

QUESTIONS ON DIVISION 18 

1. What are the general uses of steam traps? 

t. What is the distinction between a return trap and a non-return trap? 
8. What types of traps operate on the principle of buoyancy? 

4. Through what media is the expansion principle utilized in the operation of steam- 
trape? (See Fig. 397). 
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B. What is the eseential operating principle of return traps? 

$. What approximate volumetric ratio exists between the water discharged by a 
return trap and the steam required to operate the trap. 

7. What are the apparent sources of loss of heat energy in the operation of return 
traps? 

8. How is the economy of return-trap service principally manifested? 

9. What is the minimum effective elevation of a return trap with reference to the 
boiler it is intended to feed? 

10. What considerations mainly affect the economy of non-return trap service? 

11. Why are expansion traps inadaptable for draining live-steam separators? 
It. What types of traps should be connected to live-steam separators? 

18. Why are expansion-traps well adapted for draining high pressure heating 
apparatus? 

14, WhAt is the proper location for a non-return steam trap relative to the elevation 
of the apparatus it is intended to drain? 

16. Under what conditions might an expansion steam-trap be located above the 
apparatus it is intended to drain? 

18. What are the common bases of rating for steam-traps? 

17. Mention five structural features of general importance in the piping of steam 
traps. 

18. Under what circumstances are check-valves needed in the discharge pipes of 
steam-traps? 

19. Explain the purpose of a vent pipe connecting the top of a steam trap with the 
top of a steam separator. 

PROBLEMS ON DIVISION 18 

1. If a steam trap is 13 ft. above the apparatus to be drained, what pressure will be 
required to force the water up to the trap? 

t. It is found that a certain uncovered pipe line has a surface of 4530 sq. ft. The 
steam in the line is at 80 lb. per sq. in. gage pressure. What sise trap should be used? 



SOLUTIONS TO PROBLEMS ON DIVISION 1 
PUMP CALCULATIONS 

1. By Sec. 1, 9 X 22 -5- 14.7 = 13.5 /«. 

2. By For. (1), P = ^ = ^^ll^^ = 13 H>. per sq. in. 

8. Total length of straight pipe « 115 + 38 = 153 /«. Three 90 deg. 
elbows = 3 X 8 = 24 /«. o/ pipe. Two plugged tees = 2 X 16 = 32 ft. 
of pipe. Two globe valves — 2 X S = IQ ft. of pipe. Total equivalent 
pipe length = 153 + 24 + 32 + 16 = 225 ft. Total friction head, 
LhfT = (225 ^ 100) 3.70 = 8.32 /^ head. Head equivalent to 150 lb. per 
sq. in., Lkmp = 150 X 2.31 = 346 ft. head. Measured head due to lift, 
Lkmd = 38 ft. head. Total measured head, L*«r = 346 + 38 = 384 
ft. head. Total head on pump, Lkt = Lk/t + LhmT = 8.32 + 384 = 
392.32 ft. head (neglecting velocity head). By For. (1) P = Lht ^^ 
2.31 = 392.32 -^ 2.31 = 170 lb. per sq. in. 

4. Length of straight pipe = 153 /<. Three 90 deg. elbows = 3X6 = 
18/^. of pipe. Two plugged tees = 2 X 12 = 24 /^ of pipe. Two globe 
valves = 2 X 6 = 12 /i. of pipe. Total equivalent length of pipe = 
153 + 18 + 24 + 12 = 207 ft. = equivalent length of pipe. Total 
measured head '^ LhmT = 384 ft. Head delivered by pump (Prob. 3), 
LhT = 392 ft. head. Head available as friction head Lk/r = LkT — 
LhmT = 392 — 384 = 8 ft. head. Friction head available per 100 ft. of 
pipe = 8 ^ (207 -^ 100) = 3.86 ft. head. From Table 14, the water 
delivered = about 6K gal. per min. (This is found by interpolation.) 

5. 90 cu. ft. per m in. = 90 X 7. 48 = 673.2 gal. per min. By For. (7), 
di = 4.95\/Fam/»» = 4.95V6 73.2/210 == 8.9 in. or a 9-in. suction pipe 
would be selected and 4.95\/673.2/390 = 6.5 in., or a 7-in. discharge 
pipe would be selected. 

6. By For. (14), Vc/ = LAN./1,728 = 20 X 10* X 0.7854 X 65 X 2 4- 
1.728 = 118.2 cu. ft. per min. 

7. By For. (17), X = [100(Fc/ - Va)]/Vcf = [100 X (510 - 487] -^ 
510 = 4.51 per cent. 

8. By For. (18), E, = lOOVa/Vc/ = 100 X 487 h- 510 = 95.5 per 
cent. 

Q TK^v^. MQ^ V - <V^tE.<' - 3'5« X (110 X 6.5 -^ 12) X 0.98 

9. By For. (19), Va - 13335 183:35 = 

3.9 cu. fU per min. 

iA Ti T? /'onx ^ ^ / 183.35K; ^ /183.35 X (990 -r 2) 4- 60 

10. By For. (20), d, = Vt^E^ = V 100 X 0.96 = 

3.97, or practically 4 in. 
415 
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11. By For. (22): v^ = dp*Lt/di* = 5* X 80 -5- 2* = 500 /^. per min. 

12. By For. (23), W^ = WL^^r = 20,106 X 38.5 = 774,081 ft.-lb. 

IS. By For. (24), P.. = ^^ = g^ = 23.5 ^.p. 

14. By For, (30), P.. = 3^^ = sgxoS = ^^^ ^•^- 

« u n^ /oiN n lOOWO^ 100 X 9,000,000 X 120 

15. By For. (31), Dc == ^^ — = ^-^ = 

30,857,143/^.-/6. per 100 lb. of coal. 



SOLUTIONS TO PROBLEMS ON DIVISION 2 

DIRECT-ACTING STEAM PUMPS 

1. The effective pliinger area is (12* X 0.7854) - [(3' X 0.7854) -^ 

2] = 109.6 8q. \n. The area of opening of each valve is 0.25 X 4 X 

3.14 = 3.14 sq. in. By Sec. (60), 109.6 X 0.3 -^ 3.14 = 10.5, (yr, prac- 
ticaUyj 11 valves. 

SOLUTION TO PROBLEMS ON DIVISION 8 
CRANK-ACTION PUMPS 

1. Substituting directly in For. (48) : — 

^"' ^ "^00^ = ^^13(^^ = ^^ ^- P- ^^^ ^^ ^- P- ""^^^'^ 

2. Vgm (For. 49) = 30 X 0.9 = 27 gal. per min. 

LkmT = 50 + 175 ft, = 225 A 
X (Table 108) =0.69 

L/K = 0.69 X 176 = 121 ft. 

Substituting in For. (49), Pbhp = — ^ qTI = 4.7 h, p. 

(Use 5-h.p. motor). 

SOLUTIONS TO PROBLEMS ON DIVISION 4 
CENTRIFUGAL AND ROTARY PUMPS 

1. By For. (51), the velocUy = t>« = 481 \/L/ = 481 X Vl60 = 
6,085 ft. per min, 

2. The circumference of the impeller — 6,085 -i- 1710 = 3.558 ft. or 
3.558 X 12 = 42.7 in. The diameter = circumference -s- 3.1416 = 42.7 
-5- 3.1416 = 13.6 in, 

3. By For. (53), the head prodv,ced ai the new speed = Lhti = 
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"51 4, By. For. (62), the quantity of water delivered at the new velocity = 

^'^ ^. N2 X Vgml 1,600 X 400 .., , 

5. By For. (61), the width of a single belt = L«, = \r ^ ^ — ' 



N Xd 



_ 2,520 X 10 _ . 
■" 900 X 7 "**''• 



SOLUTIONS TO PROBLEMS ON DIVISION 5 

INJECTOKS 
From For. (62) 

_ xHr + (Tj. - Tfd) 

Here T/i = 60 deg. fahr. and T/d = 200 deg. fahr. For 100 lb. 
per sq. in. gage the following valves are found in the steam tables: 
Tfn * 338 deg, fahr., Hv = 879.9 B,t,u. per lb. When there is a moisture 
content of 2H per cent.^ a; - 1.00 — 0.025 = 0.976. Then substituting 
in For. (62) : 

--- 0.975 X 879.9 + (338 - 200) ^ , , ,, . , , „ 

WatK = 900 — fin = 7.11 M). of water pumped per lb, 

of steam 
Again applying For. (62): — 

« -^ _ 0.975 X 879.9 + (338 - T/d) 
^- ^" T/d -60 

Transposing and simplifying: 
10 T/d -600 -867.9 +338 -T/d 
llT/d = 1,796 
Therefore: 

T/d = 163.26 deg, fahr, 

3. From For. (69), for water tube boiler: 

Gallons per hour of injector — jr^ = jr-— = 206.7 

Increasing by 30 per cent, these results: 206.7 + (30 X 206.7) = 
268.71 gal. per hr. 

Looking in Table 194, the Size B is required to pump 260 gal. per hr. 

Therefore it is the size to use. Note. If the lift is very great {over 15 
feet) it is advisable to select the next larger size of injector, 

4, From Table 194, under Pipe Connections the size given is Ji in. for 
the injector Size B of Prob. 3. This is the correct size for all steam and 
delivery lines, except when the run is unusually long. The suction line 
will be Ji in. for an 8 ft. lift. For a 15 foot lift, a 1-in. suction line would 
be recommended. For a lift of 20 ft., it would be advisable to use 1 Ji-in. 
pipe for the suction line. 

27 
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SOLUTION TO PROBLEMS ON DIVISION 6 
BOILER FEEDING APPARATUS 

1. By For. (74) gal. per hr. required = 6 X Pbap = 6 X 600 = 3,600 
gal. per hr. 

To retain the same per cent, excess capacity when boilers are forced 
225 per cent, the capacity is: 

3,600 X 2.25 = 8,100 gal. per hr. 

2. Pounds of water per hour required by main engine = 

500 X 33,000 X 60 ^ . nnn - a ftnn //. «^ fcr 
150000,000 ^ ^'^ = ^'^ ^^' ^ ^'' 

The auxiliaries require 10 per cent, of this or 660. 

The total normal requirement is then 6,600 -f 660 = 7,260 lb. per hr. 

A 50 per cent, excess over this capacity = 1.5 X 7,260 = 10,890 lb. per 

hr. 

There are about 8.34 lbs. of water in a gallon. 

10 890 
Therefore the pump capacity in gallons = ^'^4 ~ 1,305 gal. per hr. 

SOLUTIONS OF PROBLEMS ON DIVISION 7 

FEED-WATER HEATERS 

1^ The quantity of exhaust steam used in heating the feed-water = 
(500 X20X11)-^100 = 1,200 lb. per hr. The total heat in the steam, 
above 32 deg. fahr., is about 1,150 B.t.u. per lb. Hence, by For. (77): 

T - ^/i ^/ + 0.9W.(H + 32) ^ 
^* ~ W/ + 0.9 W. 
(90 X 10.000) + [0.9 X 1,200 X (1,150 + 32)1 .^ . , ., 
10,000 + (0.9 X 1,200) ^^^'"^ ^' f""^'- 

2. As given in a table of the properties of saturated steam, the total 
heat, above 32 deg. fahr., in steam at 150 lb. per sq. in., gage, is 1,195 B.t.u. 

per lb. Hence, by For. (76), the saving = H/ — „ _^Jfp — z!rw\ ^^ 

= Tm^^2) X l** = 12.85 per cerU. 

3. As given in a table of the properties of saturated steam, the total 
heat, above 32 deg. fahr., in steam at 125 lb. per sq. in., gage, is 1,192 B.t.u. 
per lb. Hence, by For. (76) the probable thermal saving ^ Hf ^ 

rp rp 212 150 

H -hn -'32) 1»° ° 1,192 - (150 - 32) >< ^^^ ° ^'^ ^ ^- '^ 
present annual cost of the fuel supply = 3.5 X 5 X 300 = $5,250. 

5 250 X 5 8 
Hence the probable annual saving = - — :^^ — - = $304.50. The 

300 X 6 
interest on the investment = — :r^ — = $18. The annual cost of 
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depreciation = ^^ = 118.00. The annual cost of maintenance 

and operation = 12 X 4 = $48. Hence, the probable annual net 
saving = 304.50 - (18 + 18 + 48) = $220.50. 

4. By Table 278, U = 350. Hence, by For. (81) A/ = — ?^^^Ht^^^-v 

u{Tr.-^^^) 

15,000 X (200 - 70) 



/ 70 4-200\ ^ ^^*^ *^- ^^' 

350 X (220 -^" + ^^^ 

6. By For. (78) the weight of steam condensed, 
(Tn - Tn)WF 



t-; 



W. = 0.9(H + 32) - Tfi + O.IT/, 

(205 -.40)15,000 

0.9(1,150.4 + 32) - 40 -h (0.1 X 205) " ^'"^'^ '^' ^^ '^^' 

SOLUTIONS OF PROBLEMS ON DIVISION 8 
FUEL ECONOMIZERS 

1. By Fig. (266), the weight of combustion gases which contain 
12 per cent, of CO2 = 13 lb. per lb. of coal. Also, the weight of combus- 
tion gases which contain 8 per cent, of COj = 20 lb. per lb. of coal. 
Hence, the leakage-air = 20 — 13 = 7 lb. per lb. of coal. The heat, 
above the outside air-temperature, which is contained in the gases 
leaving the boiler = (550 - 50) X 13 X 0.24 = 1560 B.t.u. per lb. of 
coal. The heat, above the outside air-temperature, which is contained in 
the leakage air = (250 - 50) X 7 X 0.24 = 336 B.t.u. per lb. of coal 
Hence, the per cent of loss = 336 -^ 1,560 =» 21.6 per cent. 

2. By For. (82) the requisite ratio = Z = T/^ -^ Tf„ = C«,W«,/C,Wa 
= (1X8)^ (0.24 X 15) = 2.22. 

3. By Fig. 276, the lowest temperature-difference consistent with 
profitable operation = 100 deg. fahr. Hence (Sec. 305) the lowest 
permissible temperature of the gases leaving the boiler = 100 + 377.5 = 
477.5 deg. fahr. By Fig. 277, the corresponding boiler heating-surface 
= 9 to 10 «g. ft. per h.p. 

4. By Fig. 278, the least temperature-difference, consistent with 
economy, between the water and the gases = 40 deg. fahr. Hence, the 
lowest permissible temperature of the gases at exit = 200 + 40 = 240 
deg. fahr. 

6. The heat-transfer = 5.5 X 300 = 1,650 B.t.u. per sq. ft. per hr. 
Hence, the requisite area of heating-surface — 50,00Q X 50 -5- 1,650 = 
1,515 sq. ft. 

6. By For. (83), Z = 100 (r'/« - rfJ)/{H + 32)-r/«, = 100 X 
(250 - 110) -^ (1197.3 -h 32 - 100) = 12.4 per cent. 

7. The annual cost of fuel without the economizer = (2,400 X 24 X 
4.3 X 300 -J- 2,000) X 4.25 = $157,896. The saving effected by the 
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economizer = 157,896 X 12.3 •^ 100 » $19421.21. The annual cost of 
operation, maintenance and depreciation of the economizer = 12,000 X 
0.15 » $1,800. Hence, the net annual saving » 19421.21 - 1,800 ^ 
$17,621.21. 

SOLUTIONS TO PROBLEMS ON DIVISION 9 
STEAM CONDENSERS 

1. By For. (84), the greatest possible thermal efficiency non«mdensing «■ 

^ Ti-T, (450 + 460) - (255 + 460) 125 ^.j^^^, 
®' T; 450+460 ^^2^,7 per cent. 

Also by For. (84), the greatest possible thermal efficiency condensing «■ 

T. - T. (450 + 460) - (80 + 460) ^, 370 ^ 
^' Ti 450 + 460 910 ^'^ ^ ^^^' 

2. By For. (85) the saving in power due to condensing operation » 

49Pi^.>> 49 X26.5 _ ,^ ^ , 

; —p — = ^g = 16.6 per cent, , 

8. By the graph, Fig. 286, the ideal steam consumption of the turbine 

is 14 lb. per h.p. hr. non-condensing and 7 lb. per h.p. hr. condensing. 

The actual steam consumption condensing^ then « 

7 

Y7 X 22 = 11 Z6. per Lp, hr. 

4. The absolute condenser pressure = 29.8 — 27 = 2.8 in. of mercury. 
By For. (87), the absolute pressure — 

^' 2:03 2:03 1.38 ft. per «g. tn. 

The per cent, of the possible vacuum — 

^ X 100 = 90.6 per cent, 

6. By For. (88), the volume of the condenser = 7 = 0.001,43 W, + 
8.25 = (0.001,43 X 10,000) + 8.25 = 22.55 cu. ft. One hour = 3,600 
sec. One cubic foot of water weighs 62.5 lb. Therefore, the volume of 
the cooling wcUer =■ 

10,000 X 36 



3,600 X 62.5 



= 1.6 cti. ft. per sec. 



10 000 
The volume of the condensate = q fiOQ v 62 5 ~ 0.044 cu.ft. per sec 

Hence, the tail-pipe area = — ^ = 0.329 sq. ft. = 0.329 X 

V47.4 
-=^ or 7.8 in, 

or approximately, 8 in. 



f^< 
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6. By Table 345, the steam temperature corresponding to a 27 in, 
vcumum = 11 $.06 deg, Jahr. Hence, the temperature difference between 
the discharge and the entering steam = 115.06 — 105 = 10.06 deg. fahr. 

By Table j345 , total heat in steam at a 27 in, vacuum = 1110.2 B.t.u. per 
lb. By For. (89), the weight of cooling water required = 

W.= W. g-/:'+f = 10,000 "lOf^; j«^/ Jg = 414,880 Z6. per 

hr. One gallon — 8.3 lb, of water. Hence the volume of cooling-water 

. , 414,880 _„ - 
required = aq y q 3 ~ °^^ 09^' P^ ^**^* 

7. As referred to a 30-in. barometer (Table 345) the degree of vacuum =» 
30 - 29.5 + 28 = 28.5 in. of mercury. By Table 345, the total heat of 
steam in. a 28.5 in vacuum = 1,100 B.t.u. per lb. By For. (89), the weight 
of water required, 

W. = W. "~'^":}:^^ = 10,000 ^'^^-~ ^^ + ^^ = 523,500 Ih. per hr. 

1 ft — 1 fi 5/ — o7 

8. By For. (90), the quantity of heat to be abstracted from the steamy 
Ht = W.(£r - Tfc + 32) = 150,000(1095.6 - 80 + 32) = 157,000,000 
b.t.u. per hr. By For. (91) the tube surface required, 

. lU 

'^^^U{Tu^y2[Tn^-Tn\y 

U, by Table 350 = 600. IT/., by Table 345, = 82 deg. fahr. Hence, 

157,000,000 -10100,^ ft 

^^ "600(82 - M[60 + 77]) ^^'*"" ^^' ^^' 

SOLUTIONS TO PROBLEMS ON DIVISION 10 
METHODS OF RECOOLING CONDENSING WATER 

1. By Table 393, the relative humidities of the air at entrance and 
exit are, respectively, 55 per cent, and 92 per cent. By Fig. 315, the 
weight of saturated water vapor per cubic foot of air = 0.001,1 lb. at 
70 deg. fahr. and 0.002,2 lb. at 90 deg. fahr. Therefore, the moisture 

content of the air at entrance = — — z-^ = 0.000,605 lb. per cu. ft, 

002 2 ^ 02 

and of the air at exit = - — h^ = 0.002,024 lb. per cu. ft. Hence, 

the quantity of water absorbed per cubic foot of air = 0.002,024 — 0.000,605 
= 0.001,419 lb. 

2. By Sec. 402, the area required for a simple cooling pond = 1,000 X 
120 = 120,000 sq. ft. 

By Sec. 411, the area required for a spray pond = — Sno ~ 

3,000 sq. ft. 

3. By solution of Problem 1, the quantity of water evaporated, per cubic 
foot of air-flow through the tower, = 0.001,419 lb. By Sec. 399, the heat 
abstracted, per pound of water evaporated, — 1,000 B.t.u. 1 gal. = 8.3 lb. 
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rpk ^ 41, I / • ^ • , 800 X 8.3 X 20 X 80 

Therefore, the volume of air-flow per miniUe = n ooi 419 V 1 000 y^ 100 ~ 

74,870. cu. ft. 

By For. (92), E = 100 y^'^ J yj^^ = 100 X j^g Z 60 " ^'^ ^ ''^' 
The water lost by evaporation = 74,870 X 0.001,419 = 106.24 lb. per 

106.24 
min. or onn v q q ^ 100 = 1.6 per cent. 

4. By solution of Problem 3, the volume of air-flow = 74,870 cu. ft. 
per min. By Sec. 423, the allowable velocity of air-flow = 700 ft. per min. 

Therefore, the free area — J^^ =107 sq. ft. 

By Sec. 423, the free area = 64 per cerU. of the total horizontal cross- 



sectional area. Therefore, each side of the base — \/" 



107 X 100 



64 
13 ft. 

6. By Table 408, the discharge^ per nozdCj = 60 gal. per min. or 60 X 
60 X 24 = 86,400 gal. per day. Hence, the requisite number of nozzles = 
40,000,000 

86,400 "" ^^' 

By Sec. 411, 1 sq. ft. of pond area will suffice to cool 250 lb. of water per 

, t 1 Q o lu XI *k ' -4 40,000, 000 X 8.3 
hour. 1 gal. = 8.3 lb. Hence, the requisite area — 2^ v 24 ~ 

55,333 sq. ft. 

SOLUTIONS TO PROBLEMS ON DIVISION U 
STEAM-PIPING OF POWER-PLANTS 

1. A table of the properties of saturated steam shows the density at 
150 lb. pressure, gage, to be 0.363 lb. per cu. ft. By For. (97) di = 

,^^^ / 30,000 -i- 60 ^. . ^. „ ^ . 

13.54 \/ q g^ g QQQ = 5.6 m. or practically 6 in. 

2. By For. (99), di« = Vd»i* + dij* + dn^ + etc. = 

\/2.5« + 42 + 5« + 72 = 9.8-in., or, practically, 10-in. 

3. By For. (100), L« = 114 d, -^ (l + ^) = 114 X 6 4- (l + ^) = 
427.5 in. or 427.5 4- 12 = 35.6 /e. By For. (101) L^ = 76d» -5- (l + ^) 

= 76 X 6 -s- (1 + ^) = 285 in. or 285 -i- 12 = 23.75 ft. Hence, the 

total equivalent pipe4ength = 35.6 X 2 + 23.75 = 94.95 ft. 

4. A table of the properties of saturated steam gives the temperature 
at 135 lb. pressure, gage, as 358.5 deg. fahr. A manufacturer's table of 
pipe sizes (Nat. Tube Co.) gives the outsi de diam . of an 8-in. pipe as 
8.625-in. By For. (103), L b ^ 0.04ZVdoLpTf = 0.043 X 

V8.625 X 150 X (358.5 - 60) = 26.72 ft. 
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5. A table of the properties of saturated steam gives the temperature 
and latent heat oi steam at 125 lb. pressure, gage, as 353.1 deg. fahr. and 
867.6 B.t.u., respectively. By formula (104) Wc = 2.7 A(T/» - T/a) -J- 
Hv = 2.7 X 2.816 X 30 X (353.1 - 90) 4- 867.6 = 69.17 lb. per. hr, 

SOLUTIONS TO PROBLEMS ON DIVISIpN 12 
LIVE-STEAM AND EXHAUST-STEAM SEPARATORS 

1. Reduction of moisture content: 98 — 95 = 3 per cent. From 
Sec. 457 a full saving of 1 per cent, results for each per cent, increase of 
dryness of the steam. Cost of coal per year: 30 X 365 X 4.00 = 
$43,800. Saving due to better separation: 0.03 X 43,800 = 11314.00. 

2. By For. (105): E = 100Wy,/Wi = 100 X 285 ^ [5600 X (1.00 - 
0.93)] = 72.7 per cent. 

SOLUTIONS TO PROBLEMS OF DIVISION 13 

STEAM TRAPS 

1. From Sec. 495, at least, 13 X 0.5 = 6.5 lb. per sq. in. 

2. By For. (106), W«, = A/K = 4;530 X 1.6 = 7,248 lb. per hr. =» 
water condensed. From Table 498, a trap with % in, pipe connection 
and 1^2 *w. valve orifice is required. 
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operating I>rinciple 395 

Adjustment of injector water supply 170 
Air and water in recooling system, 
devices for bringing into 

contact 337 

and water, power to remove 

from condenser 284 

atmospheric, relative humidity, 

how determined 332 

below suction-valves, effect on 

pump 66 

between pump suction and dis- 
charge decks eflfect 67 

in suction-line, accumulation ... 8 
leakage in condenser, preven- 
tion 312 

leakage into economizer setting 260 
temperature, effect on recooling 345 
unsaturated, water-vapor pres- 
sure, now determined 337 

AirHshamber charging-apparatus for 

high pressure pumps 51 

connections 49 

for duplex-pump 50 

for simplex-pump 50 

function of 50 

in pump, apparatus for replen- 
ishing, illustration 49 

in suction line, centrifugal pump 145 

pump, water-level in 50 

steam-pump with, illustration 48 
volume, ratio to water-piston 

displacement 51 

Air-cooling m surface condenser 290 

Air-pocket in centrifugal pump suc- 
tion line 143 

Air-pump, condenser, function 283 

Radojet 308 

simplex-pumps as 65 

Wheeler-Edwards 309 

Alberger barometric condenser dry 
air-pump connection illus- 
tration 309 

Alberger hurling- water pump, prin- 
ciple of, illustration 306 

Alberger Pump and Condenser 
Company's Catalog, hot 
water pump suction graph 137 
Alberger Pump and Condenser 

Company, centrifugal pump 111 
Altitude, effect on pump suction .... 1 
Altitudes, pump suction-lift at vari- 
ous, table 2 

American Correspondence School 

on feed- water heaters 214 

''American Society Mechanical Engi- 
neers, Proceedings," 
cooling pond-area data . 342 
"Transactions," pipe-sisee 

i^raph 374 

American Society for Testing Mate- 
rials, standard terminology 
for pipes 367 



Paqk 
Ammonia condenser, condensing 

water for 329 

Anchors for steam piping 380 

Area, effective, of piston 20 

of plunger 20 

of steam cylinder to balance 
given water pressure, for- 
mula 37 

of water cylinder to balance 
given steam pressure, for- 
mula 37 

Asbestos heat-insulating for closed 

heater 246 

Atmospheric cooling device, effi- 
ciency, formula 334 

ideal and actual range 333 

Austin baffle-plate Angle live- 
steam separator illustration 391 
baffle-plate underslot horizontal 
live-steam separator, illus- 
tration 392 

exhaust-steam separator for 

vacuum service, illustration 392 
reverse-current live-steam sepa- 
rator, iUustration 390 

Automatic return apparatus, illustra- 
tion 202 

Auxiliaries,^ non-condensing steam- 
driven, in condensing steam 

power plants 180 

supply of exhaust steam from 231 

B 

Back pressure decreased by con- 
denser 282 

Badenhausen integral economizer 

or preheater 266 

Badger and Sons Company, spray 

nozzle 344 

Baffle-plate separator, operating 

principle 392 

Balancing double-suction pumps .... 117 

Balancing piston, automatic hy- 
draulic 116 

impeller 115 

Ball-float steam trap 407 

Baragwanath single flow condenser . . 294 

Barometer, effect on condenser 285 

Barometric jet condenser adjust- 
ment and care 316 

Baum baffle-plate horizontal- 
steam separator, illustra- 
tion 392 

exhaust-steam separator for 

vacuum service, illustration 392 

Bearings, centrifugal pump, care 

of 151 

Bed-plate of centrifugal pump, 

groutin|; 141 

Belt drive, centrifugal pumps 131 

required width, centrifugal pump 131' 

Bend, long-radius in pump piping, 

illustration 6 

to take up expansion in pipe of 

S'ven length, pipe required 
r formula 378 

425 



426 



INDEX 



Pagb 
Bends for takinff tip expansion 

stresses in piping systems . . 370 
Blake-Knowles closed feed-water 

heater 210 

open feed- water tieater 233 

Blower, soot, for economisers 258 

inspection in economiser 274 

Blow-ofif pipe for closed heater 247 

valve for heater 246 

valve, inspection in economiser 274 
Body, freely falling, velocity formulas i05 
Boiler, condensation returned to with 

Holly loop 383 

connection to duplicate main 

headers 372 

evaporative capacity increased 

by hot feed-water 212 

feed, belt-driven double-acting 

pump for 78 

centrifu|:al pumps table of 

capacities 194 

per cent, returned to, from 

surface condenser 319 

pump capacities, table 193 

pump governors on direct- 
actin|; steam pumps 198-201 

pump sizes 193 

pumps for 135 

service, selection of direct- 
acting steam pump for 65 

vertical duplex-pump, illustra- 
tion 55 

feed-water, heat saved by pre- 
heating 212 

preheating with exhaust 
steam, monetary saving 

resulting 213 

feeding apparatus 171-205 

devices, relative economies, 

table 174 

devices, relative efficiencies. .. 173 

centrifugal pumps 136 

pumps compared to steam 

traps for 205 

table of pump applications ... 190 

where exhaust steam is needed 180 

flexibility due to economiser .... 272 

flue, water for, formula 165 

forced, life of 197 

forcing, feed-pump capacity .... 197 

forcing in large plants 197 

heating-surface, additional, com- 
pared to economiser 267 

temperature difference for. . . 268 
high stresses caused by cold feed- 
water 207 

plant, steam supplied by, 
methods of distributing .... 371 

pressure for economiser 273 

pressure-head in 8 

rating determining feed-water 

requirements for, formula . . 195 
strain due to cold feed- water ... 160 

tubular, water for, formula 165 

water-tube, gas temperature in, 

Uustration 267 

water tube, water for, formula.. 165 

with hot-water returns, feeding 202 

Boiler-efficiency due to economizer . . 272 

Boiler-feeder, duplex 204 

Boiler-horsepower, ratio to econo- 
mizer heating-surface 269 

Bourdon tube vacuum gage 284 

Brackets, wall-, for steam piping .... 380 
Briggs formulas for pressure-drop in 

steam pipes 377 

Bucket-float steam trap 405 



Page 
Buckley siphon condenser, diagram 292 
Bundy gndiron horizontal steam 

separator, illustration 394 

return trap, illustration 406 

trap, illustration 203 

Buoyancy steam trap 403-407 

Burg, F. A. Application of Con- 
densers 316 

Burhorn metallic cooling tower 
for double-pipe ammonia 

condenser. . ^ 330 

open atmospheric cooling tower 352 
sheet metal cooling tower louvres 354 
Burnham compound simplex-pump, 

illustration 64 

Butt-weld, strength of 366 

Butt- welded pipes 365 

By-pcu9s economizer installation, 

illustration 261 

external, in steam-trap 412 

on boiler-feed pump, illustration 186 



Carbon dioxide drop through econo- 
mizer 260 

Carpenter, H. V. Steam-pipe size 

chart 373 

Center-head, marking striking point 62 
Centrifugal and rotary pumps . . 101-153 

force, illustration 102 

pump, advantages of 134 

air-chamber in suction line . . . 145 

application 95, 135 

at wrong capacity or head 135 

bed-plate grouting 141 

belt drive 131 

boiler feeding 136 
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in discharge pipes of steam 

traps 413 

Checkerwork, cooling tower, com- 
puting height 360 

cypress board, illustration 351 

for mixing chamber 352 

wood, for cooling towers 353 

Circulating pump, surface condenser 321 
Cleaning condenser, cost, what 

determines 324 

jet and surface condensers, 

relative cost 323 

Coal consumption, duty of steam 

pump on basis of. formula 32 

with economizer, graphs 271 

"Coal Miner's Pocketbook" on pump 

management 66 

Cochrane feed-water heater, illustra- 
tion 226 

heater in condensing plant, 

illustration 180 

horizontal receiver - separator, 

illustration 387 

open induction feed-water 

heater 219 

Coefficient of heat transference, 
value effected by conditions 

in condenser tubes 304 

Coke heater packin|; 246 

Column, fluid, static head definition 8 
of water, converting to unit 

pressure, formula 4 

Combining tube of injector 156 

Combustion-gas, temperature, loss 
of, ratio to gain of feed- 
water temperature 266 

Commonwealth £dison Company, 
Fisk Street Station, boiler 
and economizer surfaces 269 
Condensate from heating, traps for 

returning 203 

issuing from jet condenser, 

velocity 299 

Condensation and entrainage in 

steam-piping, steam trap for 403 
due to loss of heat from bare 

steam pipes formula 381 

from heating coil, method of 

trapping, illustration 410 

in high-pressure steam-piping 
returned to boilers with 

Holly loop 383 

in primitive steam engines 278 

in steam-heating and power 

apparatus, steam trap for . . 403 
rate of steam at various pres- 
sures in uncovered pipe 

lines, table 412 

Condensation-water, quantity to be 
trapped from piping system, 

formula 411 

Condenser, Alberger barometric, dry 
air pump connection, illus- 
tration 309 

ammonia, condensing water for . 329 
low-temperature cooling tower 

test data, table 358 

temperature of water leaving 332 
and spray-cooling outfit, per- 
formance guarantees 347 
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Condenaer, applies tion of, F. A. Burg 316 

auxiliary, types of pump used as 305 

Baragwanath single flow 294 

barometric jet, adjustment and 

care 315 

Buckley siphon, diagram 292 

care of 312-316 

classification 289 

cleaning 315 

cleaning, what determines cost 324 
cooling water character, quan- 
tity and source factors in 

selection of 318 

counter-current ., 289 

double-pipe ammonia, with 
"Burhorn" metallic cooling 

tower 330 

dry-tube 300 

ejector jet, adjustment and care 315 

operation 298 

elementary jet, illustration 289 

volumes of air, water and 

steam, diagram 283 

evaporation cooling 290 

feed-water quality factor in 

selection 318 

for steam-driven prime mover, 

selection of 325 

increase in thermal efficiency 

due to, formula 281 

jet 289 

and surface relative cost 323 

connected in parallel 296 

efifect of bad water 319 

ejector 289 

first cost less than that of 

surface 323 

how to restore vacuum and 

condensing operation 314 

low-level 289 

or surface, quantity of cooling 

water re<;iuired, formula. . . . 299 
power requirements compared 

to surface condenser 322 

pumping head 320 

pumping head of circulating 

pump 321 

pumps, cost of maintaining . . . 323 
ratio of water to steam fixed 

for i^ven vacuum 321 

requisite siie, formula 298 

table of operating costs 326 

temperature of water dis- 
charged from 300 

two on same exhaust line 296 

velocity of condensate issuing 

from 299 

velocity of exhaust steam 

entering 299 

with reciprocating engine .... 296 
jmnts and stuffing boxes, index 

to condition 316 

Koerting multi-jet ejector, illus- 
tration 293 

leakage of air, prevention of 312 

low-level jet. operation 295 

most profitable vacuum in 285 

multi-flow 293 

illustration 294 

of compound condensing engine, 

cooling tower data table . . . 361 

parallel current 289 

power saving due to, formula . . . 281 
power to remove air and water 

from 284 

pump, electric or steam, type of 
drive for 322 
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Condenser pumps 305 

selection and economics 316-318 

selection for given installation . . 316 

siphon jet 289 

or barometric jet, operation . . 297 
without pump, apparatus for 

starting 298 

jet, started and operated with- 
out pump 298 

standard jet, starting 295 

stopping 297 

steam 277-327 

condensing water for 329 

definition, purpose 277 

high-temperature cooling 

tower test data table 359 

saved by 279 

saving due to, graph 282 

temperature in 330 

surface 289 

air-cooling 290 

and jet, comparison of pump- 
ing heads 320 

built-in-tube-cleaning equip- 
ment 324 

circulating pump pumping 

head 321 

discharge from used for boiler 

feed-water 388 

double flow 292 

effect of bad water 319 

effectiveness preserved by 

exhaust-steam separation 388 

elementary, illustration 291 

first cost greater than that of 

jet 323 

forced -draft cooling tower 

with 354 

fouling of tubes, result 315 

heat transference in 300 

leaky tube ends, result 315 

LeBlanc 311 

operation 300 

per cent, of boiler feed returned 

to boiler 319 

power requirements compared 

to jet condenser 322 

pumping head 320 

pumps, cost of maintaining . . . 323 
purity of water delivered to 

feed heater 318 

ratio of water to steam varied 

to suit conditions 321 

replacement of tubes 325 

single flow 292 

table of operating costs 326 

temperature "drop" in, defini- 
tion 304 

typical, illustration 291 

water-cooling 290 

Westinghouse-LeBlano 311 

temperature, vacuum corre- 
sponding to 315 

tubes, metals used for 302 

tube gland, Worthington stand- 
ard 302 

grease removed from 316 
eat transfer in 304 

sixes 302 

vacuum, gages for measuring . . . 284 

loss while running 313 

relation to steam consumption 286 

Watt, engine with 278 

Wheeler rain type low-level jet 294 

when hot will not work 314 

Worthington independent jet, 
illustration 290 
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Condensing equipment, arrange- 
ments " 341 

operation, advantages 288 

table snowing economy 287 

work gained by, diagram 280 

plant, steam useful for feed- 
water heating 230 

plants, vacuum and atmospheric 

feed-water heaters ........ 217 

water, centrifugal pump iot .... 135 

for steam and ammonia con- 
densers 329 

recooling methods 329-361 

Condensing-engine exhaust line, 
vacuum trap for draining 

separator 404 

Conduction, cooling bv 329 

Connecting rods for deep-well pump 88 

Contra-flow in economixer 265 

Convection, cooling by 329 

Cooling, atmospheric, limit of 333 

device, atmospheric, efficiency, 

formula 334 

pond area data 342 

cooling efifect on condensing 

water 329 

depth 343 

diagram 337 

evaporation rate formula 337 

recjiuisite surface area 340 

satisfactory for small plants . . 337 
simple, requisite area com- 
puted 342 

spray fountain with 343 

tower, atmospheric, average 
temperature reduction in 

summer, formula 356 

classification 353 

closed, loss of water less than 

in open 355 

closed or chimney-flue, forced 

draft 354 

closed or chimney-flue, natural 

draft 353 

closed or flue completely 

enclosed 355 

closed, using either forced or 

natural draft 354 

"Cooling Tower Company's Cata- 
logue," formula for tempera- 
ture reduction in summer . . 356 
temperature reduction 

formula 347 

design, distributor and 

decks, illustration 351 

high temperature natural 
draft cooling tower test 

data, table 359 

"impact" noBsles 343 

impact spray nossle 345 

installation, spray-noszle 

tests, graph 346 

low temperature cooling 

tower test data, table 358 

on atmospheric cooling .... 333 
table of atmospheric condi- 
tions 331 

computations based on tests 

and practice 355 

principles involved 355 

construction and operation . . . 350 
cooling effect on condensing 

water 329 

cost 361 

fan-blower height required . . . 361 

for artificial cooling 318 

forced-draft, for condensers 



Page 
of compound condens- 
ing engines, data table . 361 
with surface condenser . . . 354 
high-temperature natural 

draft, for steam condenser, 

test data, table 359 

low-temperature natural draft, 
for ammonia condensers, 

test data table 358 

open, loss of water greater 

than in closed 355 

open or atmospheric 353 

per cent, of recooling resulting 

from evaporation 352 

performance, typical data. . . . 357 
proportions, method of com- 
puting 360 

total heijBht 361 

water-loss per cent 357 

wood checker work for 353 

Worthington, illustration 339 

water, character, quantity and 
source, factors in condenser 

selection 318 

cost of handling 320 

required for jet condenser. . . . 299 

Corrosion of economizers 257 

Corrosive liquids, pumping 93 

Cost of operation of boiler-feed pump 179 

Counternow principle 300 

Coupling, flexible, for connecting 

centrifugal pump 133 

illustration 134 

Crane Company, working pressures 
for wrought iron and steel 

pipes, data 367 

Crank-action power pump 75 

classification 82 

compared with direct-action . . 78 

data, table 93 

for deep well, classification ... 85 

piston speeds, table 92 

walking-beam type 76 

water-ends of 80 

Crank-and-fly- wheel pump 75 

advanta^^ and disadvantages 80 

application 95 

economies 77 

hydraulic elevator, illustra- 
tion 78 

in city water works 79 

sises 94 

steam pumps 79 

Cross-head of duplex-pump 62 

Cross-heads secured to duplex-pump 

piston-rods 61 

Cup-washers for deep-well pump- 
plungers 98 

for pump-plungers, table of 

dimensions 99 

Current-flow, relative, through econo- 

miser 265 

Cushion-valves for duplex-pumps ... 64 

Cylinder area, definition 34 

area of water, formula for 35 

diameter of water pump, formula 

for 35 

steam, area to balance given 

water pressure, formula .... 37 
water, area to balance given 

steam pressure, formula 37 

Cylinder-head, marking striking 

point 62 

D 

Dead-center, avoided by valve-stem 

lost motion 58 
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Page 
Decks and distributor of Cooling 
Tower Company design, 

illustration 351 

Deep-well pump, details of 87-89 

pumps 84 

DeLaval Steam Turbine Company, 

piston balancing system 117 

Delivery pipe, friction-head in 14 

tube of injector 156 

Delivery-lift of the water 7 

Diagram, indicator, of direct-acting 

steam-pump 25 

Diaphragm for pump governor 202 

Differential piston for deep-well 

pump 94 

Diffusion vanes 109 

Direct Separator Company on sepa- 
rator economy 387 

Discharge, actual, of pump 21 

level of condenser higher than 

circulating pump *. . . 320 

line from injector 167 

of piston or plunger pump, 

formula 22 

pipe of pump, sizes for, formula 18 
rate of, crank-action pump, 

graph. 91 

theoretical, of pump 21 

Discs, seats of, pump-valves 45 

Displacement of plunger pump, 

formula 19 

of pump units of 19 • 

of reciprocating pump of 19 

Distribution of steam irom boiler 

plant, methods for 371 

Distributor and decks of Cooling 
Tower Company design, 

illustration 351 

Double-suction pump 114 

Draft, artificial, with economizer .... 263 

available for economizer 273 

forced in cooling tower, advan- 
tages and disadvantages . . . 355 
in chimney in inches of water, 

table 263 

natural, economizer with 262 

natural, in cooling tower, ad- 
vantages and disadvantages 355 
Draft-pressure drop through econo- 
mizer 262 

Drainage, pumps f or 135 

Draining, automatic, live-steam 

separator 400 

Drive, type for condenser pumps 322 

Driving horse-power, total, steam- 
pump, definition 29 

Driving unit selected for pump 138 

Drop, temperature, in surface con- 
densers, definition 304 

Dry-tube condenser 300 

Dry- vacuum pump, illustration 79 

Duplex boiler-feeder 204 

double-acting power pumps, 

application 96 

fire-pump, illustration , , 27 

single-acting pumps, application 95 

Duplex-pump, air-chamber for 50 

compared with simplex-pumps . . 64 

compound, illustration 65 

compression-space 63 

cross-heads secured to piston- 
rods 61 

for high-pressure service 65 

outside adjustment of lost 

motion 63 

pistons, steam-cushioned, illus- 
tration 63 



Page 

Duplex-pump, slow-running, valve- 
stem lost-motion 63 

Duty of pump, basis of steam con- 
sumption, formula 33 

of pump on coal basis definition 32 
of steam pump, coal consump- 
tion, formula 32 

of steam pump on basis of heat 

consumed, formula 33 

Dynamic head or pressure, definition 5 

E 

Eclipse exhaust-steam separator, 

illustration 400 

Economizer, advantages 272 

by-pass, installation, illustra- 
tion 261 

cast-iron, wrought iron and 
steel, advantages and dis- 
advantages 257 

coal consumption with, graphs. . 271 
compared to additional boiler 

heating-surface 267 

contra-flow 265 

characteristics, graph 266 

installed, example 269 

corrosion of 257 

cost of installation 275 

definition 210, 251 

disadvantages 272 

draft-pressure drop through .... 262 
forced draft and induced draft 

fans 262 

fuel 251-275 

fuel-saving due to, formula ..... 270 

heat transfer in 269 

heat utilized in 252 

heating-surface, least tempora- 

ture-difference for 269 

ratio to boiler-horsepower. . . . 269 

high- and low-pressure 254 

independent 252 

construction 254 

illustration 253 

initial cost 273 

inspection 274 

installation, conditions deter- 
mining 273 

integral 252 

integral, high- and low-pressure. 255 

leakage of air into 260 

minimum temperature difference 266 

parallel-flow 265 

characteristics, graph 266 

ratio of loss of combustion-gas 
temperature to gain of feed- 
water temperature 266 

relative current-flow through . . . 265 

scale forming in 259 

setting, air infiltration through 260 

steam-generating eilBciency 271 

surfaces, pitting on 274 

table of temperatures obtained 264 

tubes, arrangement 255 

clean, saving due to, graph.. . 259 
in staggered rows, illustration 256 
in straight rows, illustration . . 256 

method of removing soot 257 

scale and sediment in 259 

sweating 267 

tube-surfaces, cleanliness 257 

types of 262 

with artificial draft 263 

with natural draft 262 

Efficiencies, relative, boiler-feeding 

devices . : , 173 
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Efficiencies, total, steam pumps, table 31 
Efficiency, hydraiUic, data necessary 

to determine 28 

hydraiilic, of pump, formula 27 

indicated, reciprocating pump, 

formula 26 

maximum mechanical direct- 
acting steam-pump 30 

mechanical, reciprocating pump, 

definition, formula 30 

of pump, causes impairing 66 

thermal, increase due to con- 
denser, formula 281 

total, steam-driven pump 31 

of pump, definition, formula . . 30 

values for different pumps 31 

volumetric, of pump, definition, 

formula 22 

volumetric, relation to pump- 

sUp 22 

Ejector jet condenser 289 

adjustment and care 315 

or jet pump as condenser aux- 
iliary 308 

priming 148 

for pump, illustration 146 

Elbow in pump (Hinng 6 

"Electric Journal," F A Burg, Ap- 
plication of Condensers. ... 316 
motor drive, centrifugal pumps 132 
pumps, advantages and dis- 
advantages, table 189 

Electrically-driven pump, advan- 
tages 94 

Electric-drive for boiler-feed pump . . 182 
Elevatof, hydraulic, crank-and-fly- 

wheel pump for 78 

pumps for 135 

•* Elliott Companys' Bulletin G" on 
Steam-Traps, condensation 

rates table 412 

Engine, condensing, power devel- 
oped 279 

steam consumption table 287 

cylinder, water in, danger 386 

economy increased by condenser 

creating partial vacuum 277 

non-condensing, power devel- 
oped 279 

piping, steam separators in, 

illustration 385 

primitive steam, condensation 

in 278 

reciprocating, condenser vacuum 

for 285 

jet condenser with 296 

steam or gasoline, driving cen- 
trifugal pump 133 

Watt's condensation, illustra- 
tion 279 

double-acting condensing, 

illustration 279 

with Watt condenser^ 278 

Engines, several, selecting separators 

for 400 

Entrance-head, definition 6 

Equaliser pipes, function 372 

Evaporation cooling in condensers 290 

neat carried away 356 

extracted in 340 

of water, cooling efifect on con- 
densing water 329 

rate, cooling pond, formula 337 

weight, formula 339 

Excelsior heater packing 246 

Exhaust heater, effect on boiler 

feeding efficiency 174 
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Exhaust heater, sound muffled by ex- 
haust head 399 

steam available, effect on need 

for economiser 273 

energy in, non-condensing 

plant 207 

entering jet condenser, veloc- 
ity 299 

for feed-water heating 211 

from enfi^ne, heat in 230 

heat available in 209 

intermittent delivery to feed- 
water heater 242 

main piping, average pressure- 
drop 376 

monetary saving from pre- 
heating feed- water with. ... 213 

piping 363 

portion utilised for feed-water 

heating 229 

separation in vacuum, how 

facilitated 398 

separator, definition 388 

separators 385-401 

supplied by auxiliaries 231 

temperature, feed-water 

heater 224 

Exhaust-head, definition 399 

pollution of atmosphere pre- 
vented by 399 

purpose 399 

Expansion in pipe of given length, 
pipe required for bend, 

formula 378 

in steam separators 389 

linear, coefficient of 378 

in steam pipes, strains due to 377 
in steel and wrought-iron 

steam pipes, formula 378 

stresses in piping systems, taken 

up by bends 370 

F 

Fan pumps 117 

Fan-blower height required for 

cooling tower 361 

Fairbanks-Morse multi-stage cen- 
trifugal pump, illustration 113 
Farnsworth boiler feeder, illustra- 
tion 204 

Feed-pump, boiler, connection to 
feed-water heater, illustra- 
tion 3 

boiler, mechanically-driven, 

illustration 182 

capacity, forcing boilers 197 

constant^peed, water-relief 

valve on 201 

locate close to heater 245 

motors for driving 184 

suction connection 2 

Feed- water, chemical treatment 318 

cold, boiler strain due to 160 

waste of fuel by 207 

cost of treating 319 

formula for determining require- 
ments 195 

fuel saving due to preheating. . . 211 

heater 207-249 

as a purifier 238 

as protective measure 228 

atmospheric 215 

back-pressure valve 220 

Blake-Knowles 233 

centrifugal pump in connec- 
tion with 136 
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Feed-water heaters, clanification 

table 215 

cleaned regularly 248 

closed 211 

advantages and disadvan- 
tages 244 

classification 238 

installation and operation . . 247 

National coil type 238 

piping 247 

safety valve 247 

tubes in 240 

type, table of general 

data 236, 237 

Cochrane, illustration 226 

open induction 219 

connection to boiler feed- 
pump 3 

counter-current, diagram 239 

diagram 239 

double installation 244 

economies 211 

exhaust steam, definition 210 

temperature 224 

function 224 

heat transmission table 243 

heater horsepower rating 243 

heating-surface, formula 242 

horisontal closed 220 

induced or draw heaters 220 

induction, piinng of 223 

induction-type open, piping, 

illustration 222 

installing primary and sec- 
ondary, illustration 216 

intermittent delivery of ex- 
haust steam 242 

open 210 

advantages and disad- 
vantages 244 

explanation 225 

installation 245 

size of shell required 234 

type, table of general data 235 

tjrpical installation 221 

operation 246 

pan or tray area required .... 232 

piping 2 

arrangements 220 

pressure 215 

primary 215 

and secondary, operated 

alternately 218 

application 216 

punty of water delivered to 

by surface condenser 318 

reason used 207 

savers of coal 214 

secondary 215 

open or closed type 217 

selection 238 

steam condensed by, formula. 231 

steam-tube 238 

application 241 

illustration 239 

Stilwell through-type, piping 

arrangement 223 

through or thoroughfare 

heaters 220 

used with injector 160 

vacuum 216 

and atmospheric, in. con- 
densing plants 217 

water-tube 238 

heating equipment, classes 210 

saving due to computed 
graphically 213 
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Feed-water, impurities 227 

live-steam heaters and purifiers 248 

oily 228 

per cent, returned to boiler in 

surface condenser 319 

preheating with exhaust steam, 

monetary saving resulting . . 213 
quality, factor in condenser 

selection 318 

quality for economiser 273 

requirements, power plant, basis 

of steam consumption 196 

of power plant, estima- 
tion 194-197 

temperature gain, in economiser, 
ratio to Toes of combustion- 
gas temperature 266 

temperature for economiser .... 273 

raised, formula 228 

with surface-condenser used re- 
peatedly 288 

Filtering material, packing 246 

Filtration in open heater 225 

Fire-pump, duplex, illustration 27 

pumps for 135 

underwriters' 69 

Fire-insurance underwriters, pumps 

required by 65 

Usher pump governor . ." 200 

illustration 198 

Fiske, K. A., on turbine drives 133 

on centrifugal pump advan- 
tages 134 

single impeller pump 120 

squirrel-cage induction motor, 

centrifugal pump drives'. ... 132 
fittings, extra heavy cast-steel, 

illustration 365 

malleable iron, illustration 364 

frictional-resistance in, table 15 

to water-flow through . ; . . . 14 
low-pressure cast-iron, illustra- 
tion 365 

right-angled, in steam pipes, 
pressure-drop due to, for- 
mula 377 

standard cast-iron, illustration 364 
malleable iron, illustration 364 
Flanges, companion, methods of 

securing to pipe ends 369 

cost, according to material 369 

methods of attaching to pipe 

ends 368 

Flexibility of boiler operation due to 

economiser 272 

Float connections in open heater .... 246 
Flow through valves in piping, fric- 
tion due to 6 

Flue-gas temperature for econo- 
miser 273 

Foot- valve in suction line 142 

leakage, effect of 67 

priming ejector use with and 

without 148 

Force, centrifugal, definition 101 

illustration 102 

Forcing boilers, feed-pump capacity 197 

Formulas, redprocating pump 34 

Foster, D. £., steam pipe sixes, 

graph 374 

Foundation bolts for centrifugal 

pump 140 

for a centrifugal pump 140 

Fountain, see also Spray foun- 

tains 347-350 

spray, with cooling pond 343 

Friction due to flow 6 
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Friction in pipe, e£Feot on pump-suo- 

tion 1 

in straight pipes 5 

mechanical, in pump mechanism 30 

of liquid entering 6 

of water in straight pipes 9 

Friction-head, definition 4 

in centrifugal pump 130 

of water in cast-iron pipe, table 

of 12 

in straight pipes, table of . . . . 10 

on a pump 5 

on a pump, definition, for- 
mula 6 

Frictional resistances, what included 25 

Fuel economisers 251-275 

see also EeonotntMera. 
heat of, in gases of combustion, 

table 251 

saved by heating feed-water, 

graph 213 

savins due to economiser 272 

formula 270 

due to preheating feed- water . 211 
waste of by cold feed- water .... 207 

Fulton governor, illustration 199 

on direct-acting boiler-feed 

pump .^ 178 

pump governor, explanation. — 198 

Funnel, non-splash 167 

Funneled inlet-orifice, example 17 
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Gage glass, shielded from steam- 
temperature fluctuations, 

illustration 401 

water, on steam separator 401 

Gage-pressure, net, how determined . 28 

Gallons per minute, formula for 34 

Gas in feed-water 228 

Gases, exit-temperature in econo- 
miser 269 

relative flow in economiser 265 

Gear drive preferable to belt drive 185 

Gearing, inspection in economiser. . . 274 

'*Gebhardt's, Steam Power Plant 

Engineering," advantages 

and disadvantages of open 

and closed feed-water 

heaters 244 

table of engine econ- 
omy 287 

list of heater manufacturers. ... 215 

on heat transfer 243 

'* Gillette and Dana," on separator 

costs 401 

Gland, condenser tube 302 

" Goulds Manufacturing Company's 
* Cataloi^ue," on boiler-feed- 
pump sises 193 

on motor ratings, deep-well 

pump 97 

centrifugal pump material 101 

open-well pump, illustration ... 83 

pump capacities 193 

rotary pump 152 

table 2 

table of boiler-feed centrifugal 

pump capacities 194 

thrust bearing 121 

Governor, ^ boiler-feed^ pump, on 
direct-acting steam 
pumps 198-201 

28 
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Governor for turbine-driven pumps, 

discharge-pressure, control. 133 

pump, horisontal type 199 

on turbine-driven centrifugal 

pumps 201 

troubles of 201 

Gravity apparatus or return traps 

for boiler-feed 171 

Grease on outside of condenser tubes, 

how removed 316 

Greene Economiser Company boiler 

heating-surface charts 268 

table of economiser temperatures 

obtained 264 

showing heat of fuel in gases 

of combustion 251 

temperature charts 269 

Green economiser, illustration 253 

Gridiron separator 389 

operating principle 394 

Ground-area required, spray-fountain 

ponds 350 

Guide bearing, centrifugal pump, 

illustration 122 

coupling for deep- well pumps. . . 88 
vanes 109 

H 

Hampton Mills, East Hampton, 
Massachusetts, installation 

of economiser 253 

Hancock inspirator, illustration 157 

Hanger, counter-balancing, for steam 

piping 380 

Hangers, plain, for steam piping .... 380 
" Harding and WiUard, Mechanical 
Equipment of Buildings," 
data on feed-water heaters 235 
" Harrison Safety Boiler Works Cata- 
log," condenser economy 

graph 286 

condenser saving 282 

separators 387 

Head, dynamic, or pressure, defini- 
tion 5 

exhaust-, definition 399 

friction, definition 4 

on a pump 5 

inlet static, for boiler feed- 
pumps 4 

maximum, impellers for 119 

measured, definition 5 

in pump operation . . . ., 7 

necessary to overcome frictional 

resbtance 14 

of water, converting to unit 

pressure, formula . .^ 4 

pressure, and speed of impeller, 

centrifugal pump 108 

static, of a liquid, illustration. . . 4 
of fluid column, definition. . . . v 3 
total measured, on pump, defini- 
tion, formula 9 

on pump, definition, f o r - 
miua 9 

{)umped against 106 
ocity, demiition 4 

Headers, duplicate main, boiler con- 
nection to 372 

Heat absorbed by water in in- 
jector 162 

abstracted from steam by cooling 
water in surface-condenser, 

formula 302 

balance, automatic exhaust 

steam 181 



434 



INDEX 



Paqs 

Heat extracted in evaporation 340 

insulating for closed heater 246 

latent, of vaporisation, in 

water cooling 329 

loss, excessive, from steam pipes, 

how prevented 382 

from bare steam pipes, con- 
densation due to, formula 381 
and insulated steam pipe. . . 381 

in non-condensing plant 209 

of fuel in gases of combustion, 

table 251 

pump-duty on basis of, for- 
mula 33 

saved by preheating boiler feed- 
water ; 212 

transfer coefficient in closed 

heaters : . . 242 

in economizer 269 

transference coefficient, value 
eflfect-ed by conditions in 

condenser tubes 304 

in surface condensers 300 

condenser, table of coeffi- 
cients 304 

transmission, feed-water heaters, 

table 243 

Heater, closed, non-condensinp; plant, 

duplex boiler feeder m 204 

exhaust, effect on boiler feeding 

efficiency 174 

feed-water, see Feed'Water 

heater 3 

closed, advantages and dis- 
advantages 244 

open, advantages and disad- 
vantages 244 

steam trap for, illustration . . . 405 

used with injector 160 

formula for raising temperature 

of feed-water 228 

horsepower rating, feed-water 

heaters 243 

live-steam, for feed-water 248 

Heaters, feed-water 207-249 

Heater-tube, corrugated 24 1 

Heating coils, steam traps for 409 

exhaust-steam, heat balance for 182 
system, gravity, condensate 

from 227 

Heating-surface, additional boiler, 

compared to economizer . . . 267 
boiler, temperature difference 

for 268 

economizer, least temperature- 
difference for 269 

feed-water heater, formula 242 

Hershey Chocolate Company's Plant, 

illustration xii 

Holly steam-loop for draining high 

f>ressure piping, illustration 382 
eed-water heater, illustra- 
tion 221 

live-steam heater 232 

purifier installed, illustration 248 
reverse-current exhaust steam 

separator, illustration 390 

Horsepower delivered by injector 163 
heater, feed-water heater rating 243 

of pump 25 

required for pumping, formula. . 32 
total driving, steam pump, 

definition 29 

water, developed by pump, 

formula 25 

water or hydraulic, indicated, 

definition formula 29 
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Hot water handled with centrifugal 

pumps 137 

pumping 2 

returns, feeding of boilers 

with 202 

Humidity, relative average, table. . . 331 
corresponding to wet- and 
dry-bulb temperature dif- 
ferences, table 335 

definition 332 

effect on water cooling 330 

of atmospheric air, how deter- 
mined 332 

Hydraulic efficiency, data necessary 

to determine 28 

of pump, formula 27 

or water horsepower developed 

by pump, formula 25 

packing for pumps 42 

I 

Impart or baffle-plate separator 389 

Impeller, centrifugal pump, theo- 
retical speed 106 

closed-type, illustration 119 

enclosed 119 

for maximum heads 119 

forces which tend to unbalance 114 

Jaeger method of balancing. ... 115 

open 117 

r.p.m. and velocity of periphery, 

formula 108 

speed, effect of change in 129 

of, and pressure head, cen- 

^ trif ugal pump 108 

Impurities scale inside of boiler 207 

^ scale-forming 248 

Indicator card, steam pump 28 

diagram, direct-acting steam- 
pump 25 

Infiltration of air through economizer 

setting 260 

Injectors 155-170 

advantages 159 

application 173 

in absence of heater 173 

approximate equation 161 

as a pump, inefficient 172 

becoming hot 172 

breaks 170 

capacities and weights, table 166 

different types, applications .... 160 

disadvantages 160 

double-tube 157 

efficiency 174 

elementary, illustration 156 

essential parts 156 

factors influencing performance . 163 

failure to lift water 169 

fed from overhead tank, illustra- 
tion 168 

for boiler-feed •• . . . 171 

horsepower delivered by 163 

inspirator type, piped for 

boiler feeding, illustration . . 173 

installating 166 

lifting 157 

limitations for boiler-feeding 172 

measure of economy 162 

Metropolitan Model-0 159 

non-lifting 157 

not delivering water to boiler. . . 169 

operating and starting 169 

Penberthy automatic, illustra- 
tion 158 

piping of, illustration 167 



INDEX 



435 



Pagi: 

Injectors, positive, operation 159 

principle of, illustration 155 

selection 165 

self adjusting 158 

single-tube automatic, restart- 
ing , 157 

special, for exhaust steam 155 

steam at overflow 170 

steam pressure for 172 

suction-pipe strainer 168 

theory 156 

troubles 169 

type for given service 165 

Inlet static heads for boiler feed- 
pumps 4 

Inlet-orince, f unneled, example 17 

Inspection of economizers 274 

Inspirator, Hancock, illustration .... 157 
type injector, piped for boiler 

feeding, illustration .... 173 

Instruments, economizer fitted with . 259 

Insulation for steam pipes 381 

Intake-pipe to suction-well 9 

International Text Book Company, 

table of engine economy . . . 287 

Iron, cast, for steam piping 363 

malleable, for steam piping 363 

wrought, for steam piping 363 

Irrigation, pumps for 135 

J 

Jacobus, D. C, on economies of 

boiler feeding 174 

Jaeger method of balancing impeller 115 
of impeller balancing, illustra- 
tion 116 

Jet condenser, see also Condenser^ 

jet 289 

elementary, volumes of air, 

water and steam, diagram 283 
hi^h-vacuum, with turbine, 

illustration 305 

Johns electrically-driven pump 188 

Joints, condenser, index to condi- 
tion 316 

corrugated expansion, illustra- 
tion 378 

double-slip expansion, illustra- 
tion.. 378 

double swing or swivel, taking 
up expansion in pipe lines, 

illustration 377 

expansion slip- 377 

flanged, in steam piping 368 

screwed, in steam piping 368 

steam-piping, types used in 368 

Josse, Professor, tests on heat trans- 
ference coefficient 304 

K 

Kansas City Light and Power Com- 
pany economizer installa- 
tion 254 

Kelley, H. H., on condensers 312 

Kent's "Mechanical Engineers' 
Pocketbook " on economies 

of boiler feeding 174 

on open heater tray area 232 

Kieley expansion steam-trap, illustra- 
tion 404 

pump governor, illustration .... 200 

Kinghorn pump valve, illustra- 
tion 46 

Kneass' " Practice and Theory of the 

Injector " 164 



Paob 
Koerting multi-jet ejector condenser, 

illustration 293 

multi-spray nozzle 344 

roof space for spray cooling, 

illustration 346 

Kroeshell Brothers Company, 

Chicago, power plant 208 

L 

Lap-weld, strength of 367 

Lap-welded pipes 365 

Law of freely falling bodies 105 

Leakage due to cold water in boiler 207 
of air in condenser, prevention 

of 312 

Leathers, pump-plunger, mold for 

forming. 99 

LeBlanc surface condenser 311 

Lift, suction, of centrifugal pump, 

how measured 8 

Liner for piston pump 42 

Liquid, corrosive, centrifugal pump 

for moving 151 

pumping 93 

entering, friction 6 

volatile non-corrosive, pumping. 93 
Live-steam heater for feed- water. . . . 248 

piping 363 

purifier for feed-water 248 

separation, economy. 386 

purposes of 386 

separators 385-401 

definition 385 

efficiencies table 396 

Load, character of, for economizer 273 
on pump, practice in determin- 
ing. 28 

Loew absorption exhaust-steam sepa- 
rator, illustration 395 

Loop header system for steam piping 371 
Holly, returning condensation in 

steam piping to boilers 383 

Loss by incorrect valve-stem adjust- 
ment 61 

due to inefficient boiler-feeding 

pumps. 178 

heat, ^ excessive, from steam 

pipes, how prevented 382 

from bare and insulated steam 

pipes, table 381 

steam pipes, condensation 

due to, formula 381 

in non-condensing plant 209 

hydraulic, how obtained 28 

in pump tests 27 

of pump, definition 26 

in power plant, chart 252 

of water, greater in open than in 

closed cooling tower 355 

Lost.-motion, valve-stem, function of 

in steam-pumps 58 

Louvres, ^ Burhorn sheet-metal cool- 
ing: tower 354 

in cooling tower 352 

Low pressure steam, table of prop- 
erties 301 

Lubrication of engine cylinder when 

wet steam is used 386 



M 



Magnesia heat-insulating for closed 

^ heater 246 

Main pipe with branches, size, for- 
mula 376 
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Make-up water, cooling effect 342 

definition 356 

Management, pump 66 

Marck expansion steam-trap for 
feed-water heater, illustra- 
tion 406 

Marks' " Mechanical Engineer's 
Handbook " on boiler feed- 
ing eauipment 173 

on centrifugal pump character- 
istics 126 

on steam pipe insulation 381 

Masher centrifugal horisontal 
steam separator, illustra- 
tion 391 

Massachusetts pump, illustration 101 
Mechanical drive lor boiler-feed 

pump 182 

efficiency reciprocating pump, 

definition, formula 30 

Measured head, definition 5 

"Mechanical and Electrical Cost 

Data/' on separator costs.. 401 
" Mechanical Engineers' Handbook," 

on steam pipe insulation ... 381 

" Mechanical Refrigeration " . 332 

Mercury, inches of, conversion to 

pounds per square inch .... 29 

vacuum gage 284 

Mesh separator 389 

operating principle 393 

Metropolitan Model-O injector 159 

Midvale Machine Company, boiler 

feed test 188 

Mine drainage, pumps for 135 

Mitchell-Tappen System, high-tem- 
perature natural draft cool- 
ing tower test data table . . . 359 
low temperature cooling tower 

test data, table 358 

Mixing chamber, Worthington cool- 
ing tower 352 

Moffat feed-water heater 224 

Moisture carried from boiler as spray 

or bulk of water 386 

in steam from boiler 385 

Momentum in steam separators 389 

Motor, adjustable-speed, for feed 

pumps 185 

aligning with vertical pump shaft 122 
constant-speed, on boiler-feed 

pump 185 

direct-current 132 

for driving feed pumps 184 

rating for deep-well pump, 

formula 97 

slip-ring induction, for cen- 
trifugal pumps 132 

squirrel-cage induction, cen- 
trifugal pump drives, R. A. 

Fiske 132 

varving-specd, for feed pumps . . 185 
Motor-curiven centrifugal pumps 

speed variation 151 

Motor-generator in automatic heat 

balance 182 

Mover, steam-driven prime, selection 

of condenser for 325 

Munts metal for condenser tubes 302 
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Nason bucket-float steam trap, 

illustration 403 

Nation coil heater 241 

Newcomen's condensation engine 278 
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Non-condensinfl[ and condensing 
operation, steam consump- 
tion with 280 

plant, duplex boiler feeder in ' 

dosed heater 204 

energy in exhaust steam 207 

exhaust steam available 229 

location of separator 399 

steam useful in feed-water 

heating 230 

Non-return trap, definition 403 

Nozsles, see also Spray noz- 

zUa 344-348 

for spray fountain sice and 

number 348 

impact. Cooling Tower Com- 
pany 343 

in spra^ fountain, spacing 348 

intermingled spray from, illus- 
tration 345 

pump discharge, pressure at, 

illustration 26 

single spray, illustration 344 

spray, impact. Cooling Tower 

(Jompany 345 

Schutte and Koerting cooling 

pond 338 

steam, of injector 156 

O 

Oil in boiler feed-water 211 

removed from feed-water 227 

Oil-drip connection in open heater 246 

Oil-eliminators, definition 388 

Oil-separators, cost 401 

definition 388 

part of heater 224 

Oiling machinery 69 

Operating costs, jet and surface 

condensers, table 326 

Operation, condensing, advantages . . 288 
Overflows of injector 157 

P 

Packing, cutting down 43 

effect on pump suction 1 

of governor valve stem 201 

pump rods and stems 69 

water-piston 42 

Pan area required, open feed-water 

heater 232 

Pans of open heater, removed and 

cleaned 247 

Parallel-flow in economiser 265 

Parsons vacuum augmenter, illus- 
tration 307 

"Peele's Mining Engineers Hand- 
book," table of pump effi- 
ciencies 31 

Penberthy automatic injector, illus- 
tration 158 

Pipe anchorage, illustration 380 

butt-welded, method of form- 
ing; 365 

capacities for saturated or super- 
heated steam, graph 374 

cast-iron, table of friction- 
heads 12 

connections for injectors, table 166 

delivery, friction-head in 14 

obstruction 169 

disohaige, of steam-trap, check- 
valves in 413 

sises for, formula 18 

velocity through, formula .... 24 
double extra heavy grade 363 
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Pipe, extra heavy oast iron, for steam- 
piping systems 364 

castHsteel, for steam-piping 

systems 364 

grade 363 

malleable iron, for steam- 
piping systems. 364 

fitting^, grades used in steam- 
piping systems 364 

for induction heater 221 

for mixing chamber 352 

for steam-power plant, grades 

of, table 368 

hanger, illustration ,. 380 

in steam-piping S3rstems classi- 
fied according to construc- 
tion 365 

lap-welded, method of form- 
ing 366 

preferable to butt-welded for 

steam piping 367 

length necessary^ for bend to take 
up expansion in pipe of 

Sven length, formula 378 
8 equivalent in resistance 

" to fittings, table of 15 

lines, double swin^; joint taking 

up expansion m 377 

uncovered, steam condensa- 
tion rate in, table 412 

low-pressure cast-iron, for steam- 

pil>ing systems 364 

main, sice formula . .^ 376 

pump suction, with square 

orifice ; ,. . . 6 

sise for reciprocating engine, 

formula 375 

necessary to deliver steam at 

given rate, formula 375 

saturated or superheated 

steam, graph 374 

spiral-riveted steel 366 

standard cast-iron for steam- 
piping S3rstems 364 

grade 363 

malleable iron for steam- 
piping systems 364 

steam, bare and insulated, heat 

losses from, table 381 

condensation due to heat loss, 

formula and table 381 

excessive heat loss, how pre- 
vented 382 

insulation 381 

linear expansion producing 

strains in 377 

pressure drop due to globe 
valves and right-angled fit- 
tings, formula 377 

sizes determined i^raphically . . 373 

thickness of covering 382 

steel and wrought, sizes 364 

and wrought-iron, steam, 
linear expansion in, for- 
mula 378 

grades 363 

trade meaning 367 

straight, friction of water in. . . . 9 

riveted steel 366 

wrought-iron or steel, table 

of friction heads in 10 

suction, for condenser, strainer 

in 313 

sizes for. formula 18 

table of friction-heads in 10 

vacuum, centrifugal pump suc- 
tion 145 
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Pipe vent, connecting high-pressure 
tra^ with apparatus 

drained 413 

induction heater 246 

vibration, devices to prevent 

transmission, illustration. . . 379 

welded wrought-iron 367 

steel 367 

wrought-iron, inside and outside 

diameters 363 

trade meaning 367 

Pipe-bend facilitating steam flow in 

systems 369 

minimum length of tangent. ... 371 

radius 371 

pressure-drop produced by 377 

radii of 370 

resistance to steam flow in 

piping system decreased by 369 

standard, for piping systems 370 

Pipe-ends, flanges attached to 368 

Pipe-fittings, fricti6n 6 

Piping, discharge, centrifugal pump 145 
engine, steam separators in, 

illustration 385 

exhaust-steam 363 

main, average pressure-drop. . 376 

for boiler feeding 171 

friction due to flow through 

valves 6 

high-pressure. Holly steam-loop 

for draining, illustration 382 

live-steam 363 

main steam, unit system, illus- 
tration 373 

of steam trap 412 

pump, turn made with elbow. . . 6 
with long-radius bend 6 
sharp turn, made with plugged 

tee 6 

steam, floor stands for 380 

high pressure, condensation 
returned to boilers with 

Holly loop 383 

loop neader or duplicate 

headers for 371 

materials for 363 

of power plants 363-383 

of power plant, two separate 

8;ir8tem8 363 

plain hangers for 380 

screwed and flanged joints 368 

single header s:^stem 371 

supporting devices for 380 

types of joints used 368 

unit group for 371 

vibration due to pulsating 

steam-flow 379 

wall-brackets for 380 

suction, centrifugal pump 141 

system, expansion stresses taken 

up by bends 370 

quantity of condensation- 
water to be trapped, for- 
mula 411 

steam, grades of pipe fittings 

used 364 

Piston balancing system, De Laval 

Steam Turbine Company 117 

pump, effective ai-ea 20 

requisite diameter for water 

end, formula 22 

volume swept by, illustra- 
tion 19 

speed, crank-action pump, 

table 92 
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Piston, steam, direot-actins steam- 
pump, formula for diameter. 23 
effect of vacuum, illustra- 
tion 277 

Piston-pumpMS, discharge-heads 42 

illustration 41 

Piston-speed, high, relation to pump-^ 

slip 21 

Pitting on surfaces of economizer 274 
Plant, non-condensing, heating sys- 
tem, boiler-feeding equip- 
ment for 182 

Plunger, pump, dimensions of cup- 
washers, table 99 

eflfective area 20 

inside-packed, illustration. ... 20 
requisite diameter for water 

end, formula 22 

rods, deep-well pump, head- 
pressure equivalents, table 98 
Plunger-pump, belt-driven single 

acting *. 78 

discharge neads 42 

outside end-packed 41 

pump, illustration 40 

Plunger-valve, deep-well pump 88 

Pond, cooling, condensing water 

cooled by 329 

simple, requisite area com- 
puted... 342 

spray-fountain, ground area 

required 350 

Pond-area, requisite total 341 

Pot-valves, illustration 45 

Pot- valve type of pump valve 47 

Power developed by condensing and 

non-condensing engine 279 

horsepower of pump 25 

required for pumping, for- 
mula 32 

total driving, steam pump, 

definition .^ 29 

water or hydraulic, indicated, 

definition formula 29 

*• Power," on glass water-gages 401 

on pipe trade meanings 367 

power house^ drawing from ... iv 
Power plant auxiliaries and acces- 
sories, illustration 208 

condensing steam, ^ non-con- 
densing steam-driven aux- 
iliaries 180 

" Power Plant Engineering," on boiler 

f eedin|c 205 

on economizer cost 275 

R. A. Fiske, on centrifugal pump 

advantages 134 

Power plant, estimating feed-water 

requirements 194-197 

feed-water requirements on 
basis of steam consump- 
tion 196 

losses in, chart 252 

steam, grades of pipe for, 

table 368 

piping 303-383 

Power pump, advantages and dis- 
advantages, table 189 

belt-driven 82 

chain-driven 82 

driven by gearing 82 

duplex 82 

rates of discharge 90-92 

dimplex 82 

triplex 82 

>-jquired to drive centrifugal 
pump at any speed 130 
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Power pump, to operate spray foun- 
tain 350 

requirements of jet compared to 

^ surface condenser 322 

saving due to condenser, for- 
mula 281 

to remove air and water from 

condenser 284 

Power-factor-correcting synchro- 
nous-motor-driven centrifu- 
Sal pumps 132 
Engineer," On cost of cool- 
ing tower 361 

••Practical Heat" 329 

Preheater in Badenhausen boiler. . . . 255 
Pressure, absolute, in condenser, 

formula 285 

barometric, effect on condenser 285 
draft, in chimney, in inches of 

water, table 263 

drop, averap^e, in exhaust-steam 

main piping 376 

due to globe valves and right- 
angled fittings in steam 

pipes, formula 377 

in steam mains, allowed in 

practice 376 

prevented by receiver- 

Xrator 388 
led bv gate valves and 

pipe bends 377 

saturated or superheated 

steam grai>h 374 

friction, definition 4 

head, definition 5 

head and speed of impeller, cen- 
trifugal pump, formula. . . . 108 

due to m tne vessel 8 

inlet, for boiler feed-pumps 4 

measured, definition 5 

of exhaust, selection of separator 

affected by 400 

producing velocity in a pipe .... 5 
pump intake, at different tem- 
peratures, graph 2 

unit, converting head of water 

to, formula 4 

velocity, definition 4 

water-vapor, in air, how deter- 
mined 336 

working, increased by condenser 277 
wrought iron and steel pipe, 

data 367 

Priming centrifugal pumps 146 

methods of 147 

ejector. 148 

use with and without foot- 
valve 148 

excessive, prevented by receiver 

separator 388 

Priming-pump for centrifugal pump. 147 

with low suction-lift 149 

Proper pump, selection of 93-97 

Proportions of cooling tower, method 

of computing. . . ,.« 360 

Psychrometerj sling> to .determine 

relative humidity ^i 332 

Pumps, see also Duplex'-i^ma.'pt and 
aimplex-pumpa.' 
see also Plunger-pumps and 
piston-pumpa. 

actual discharge of 21 

work of, definition. 24 

air below suction-valves, effect 

of 66 

between suction and discharge 
decks, effect of 67 
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Pump, Alberger hurlinc-water air, 

illustration 307 

and receiver, combined 202 

and suction pipe, passage of 
water through, as a hydrau- 
lic loss 27 

apparatus for replenishing air- 
chamber, illustration 49 

artesian- well 85 

belt-driven single-acting, illus- 
tration 77 

blowing out steam cylinders. ... 68 
boiler-feed, cost of operation. . . . 179 

economical 179 

electric-drive for 182 

mechanical drive for 182 

mechanically-driven, capacity 

of 186 

constant-speed economy. 185 
motor-driven, illustration. .... 177 
motor- or power-driven, in 

non-condensing plant . . 179 

steam-driven reciprocating, in 

every plant 179 

steam-piston 65 

table of capacities 193 

Burnham compound simplex, 

illustration 64 

calculations 1-37 

capacity at low speed 66 

causes impairing efficiency 66 

centrifugal, see also CtntriftLgal 
pumps. 

advantages of 134 

and rotary 101-153 

as condenser auxiliary 307 

boiler-feed, illustration 177 

characteristics, fraph 125 

efficiency for boiler feeding. . . 192 

methoduB of priming 147 

suction lift of, how measured . 8 

circulatory, for condenser 305 

lower than discharge level of 

condenser 320 

classes of, used with condenser 305 

cleaning out steam piping 68 

combination high-service and 

low-service belt-driven 77 

compared to steam traps for 

boiler feeding 205 

compound condensing, duty and 

steam consumption, table . . 72 

deep-well 87 

direct-acting 65 

starting 67 

condensate for condenser 305 

condenser, electric or steam, type 

of drive for 322 

crank-action, see also Crank' 

action pumpa 75-99 

power 75 

suction and discharge, graphs 91 

crank-and-fly-wheel 75 

application 95 

operation 76 

deep-well, Chippewa, illustra- 
tion 86 

details of 87-89 

illustration 84 

motor rating for, formula .... 97 
plunger rods, head-pressure 

equivalents, table 98 

direct-acting boiler-feed, with 

Fulton governor 178 

feed, efficiency 174 

simple, duty and steam con- 
sumption, table 71 



Pagb 
Pumps, direct-acting, steam, see also 

Steam pumpa, direct'acting39-73 

as condenser auxiliary 305 

boiler-feed pump gover- 
nors 198-201 

for boiler-feed service, selec- 
tion of 65 

indicator diagram 25 

maximum mechanical effi- 
ciency 30 

requisite steam-piston diam- 
eter,, formula 23 

steam-driven, application for 

boiler feeding 180 

dbcharge pipe, sizes for, for- 
mula 18 

discharging into reservoir 17 

displacement units of 19 

double-acting, computations. ... 34 
duplex crank-ana-fly- wheel. . . 76 

8imi>lex, application 95 

suction, illustration 1 

triplex, illustration 81 

double-suction, balancing of . . . . 117 

dry- vacuum, illustration 79 

or air, for condenser 305 

Wheeler 310 

duplex, adjustment of steam- 
valve 57 

compared with simplex- 

pumps 64 

cross-heads 62 

definition 53 

displacement of, example 20 

double-acting power, applica- 
tion 96 

fire, illustration 27 

illustration 54 

requisite length for steam- 
valve rod 57 

steam-valve 55 

electric, power and steam, ad- 
vantages and disadvantages, 

table 189 

electrically-driven, advantages. . 94 
failure to catch water due to 
leakage of valves in suction 

chamber 67 

feed, saving by substituting 
electrically-diiven for steam- 
driven 187 

feed-water, table of applications 190 

for boiler-feed 171 

for liquids other than water . 93 

for water-service in buildings ... 59 

friction in valves 6 

frictional resistance offered by 
internal passages and 

valves 14 

friction-head, definition, for- 
mula 6 

friction-head on 5 

Goulds, open-well, illustra- 
tion 83 

governor, horizontal, illustration 199 
on turbine-driven centrifugal 

pumps 201 

troubles of 201 

governor-controlled duplex, illus- 
tration 59 

high pressure, air-chamber 

. charging-apparatus for 51 

horizontal double-acting suction, 

arrangement of valves 47 

hot-well 305 

hurling-water, as condenser aux- 
iliary 307 
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Pumps, hydraulic efficiency of, for- 
mula 27 

losses, definition 26 

or water horsepower developed 

by, formula 25 

hydro-centrifugal, as condenser 

auxiliary 307 

incorrect adjustment of valve- 
stem as source of loss 61 

inefficient boiler-feeding losses 

due to 178 

inlets connected to two or three 

sources 171 

inside-packed, illustration 41 

installing 68-69 

{'et, as condenser auxiliary 308 
oad on, practice in deter- 
mining 28 

management 66 

manufacturer, data furnished 

to 137 

Massachusetts, illustration ..... 101 
mechanically-driven, for boiler 

feeding 176 

modem applications 97 

motor-driven, for boiler feeding. 176 

net work of, definition, formula. 24 

new, running 66 

of jet condenser, cost of main- 
taining 323 

of surface condenser, cost of 

maintaining 323 

oiling — 69 

operation, measured heads in . . . 7 
outside plunger-pump, illustra- 
tion 40 

piston, high vacuum, how 

secured 310 

illustration 41 

or plunger, discharge of, 

formula 22 

volume swept by, illustra- 
tion 19 

plunger, displacement of, for- 
mula 19 

inside-packed, illustration. ... 20 

or piston, effective area 20 

power, see also Power 

pumpa 82-97 

power feed, boiler-feeding 

efficiency 176 

power-driven, total efficiency ... 31 

power-plant, suction piping 40 

pressure at discharge nossle, 

illustration . . ^ 26 

priming, explanation 67 

raising water when emp^ 67 

reciprocating compound, duty 
and steam consumption, 

table 72 

discharge velocity, formula. . . 24 

displacement of 19 

formulas 34 

indicated efficiency, formula. . 26 

indicator diagram 25 

mechanical efficiency, defini- 
tion, formula 30 

net suction-lift, definition .... 2 

rods and stems, packing of 69 

rotary, action of 152 

advantages and disadvan- 
tages 153 

application 153 

definition, illustration 152 

rotative or crank-action, as con- 
denser auxiliary 305 

run continuously 69 
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Pumps, runners, life of 323 

set below suction supply, illus- 
tration 139 

simplex, compared with duplex 

gumpe 64 

nition 53 

illustration 54 

len^h of stroke, explana- 
tion 57 

single impeller, R. A. Fiske 120 

single-acting duplex, applica- 
tion 95 

triplex, diagram 92 

illustration 81 

snifter for replenishing air- 
chamber, illustration 50 

stand-by, direct-acting 192 

starting 70 

steam, duty of, definition 32 

end warmed up 70 

total efficiencies, table 31 

steam-driven crank-and-fly- 

wheel, illustration 75 

for boiler feeding 176 

total efficiency 31 

stopping 70 

submerged-piston 47 

suction lifts at various altitudes, 

table 2 

suction-pipe, funneled end, illus- 

^ tration 6 

sises for, formula 18 

tests, hydraulic losses 27 

theoretical discharge of 21 

water lift at different tempera- 
tures, graph 2 

total driving horsepower, defini- 
tion 29 

efficiency, definition, for- 
mula 30 

values 31 

head, definition, formula 9 

measured head, definition, for- 
mula 9 

triplex double-acting, applica- 
tion 96 

single-acting power, applica- 
tion 96 

turbine, definition 109 

tsrpes used as condenser aux- 
iliaries 305 

vacuum-chamber, function of . . . 51 
Vaile-Kimes single-acting deep- 
well 94 

vertical duplex, boiler feed, illus- 
tration 55 

volumetric efficiency, definition, 

formula 22 

volute, definition 109 

water run through when 

stopped 67 

water-level in air-chamber 50 

wet vacuum, for condenser 305 

Wheeler-Edwards combined 

condensate and air 309 

work, in horsepower 26 

Pump-duty, basis of heat consumed, 

formula 33 

of steam consumption, for- 
mula , 33 

Pump-piston, canvas-packed illus- 
tration; 43 

canvas packing^ rings for 43 

metal packed, illustration 42 

water-packed, illustration 42 

Pump^plun^ers, deep-well 86 

dimensions of oup-washers, table 99 
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Pump-plungen for deep-well, illustra- 
tion 87 

leather cup for packing 88 

or piston, requisite diameter for 

water end, formula 22 

Pump-elip affected by high piston- 
speed 21 

average values 21 

definition 21 

explanation 21 

negative 21 

percentage, formula 21 

relation to volumetric efficiency 22 
Pump-suction, effectiveness in lifting 

water 1 

Pump-valve, ball, illustration. 45 

bronse disk tyi>e, illustration ... 44 

conical-seatea, illustration 44 

effective area of opening 48 

flat-seated, illustration 44 

in power-plant pumps 43 

Kinghorn, illustration 46 

seats of metal-disc 45 

securing into valve deck 46 

stems and piston rods, causes of 

scoring 70 

used for clear liquids, illustra- 
tion ; 46 

Pump^work, useful, illustration 7 

Pumping enjgines 70 

head, jet-condenser circulating 

pump ^ 321 

surface-condenser circulating 

pump 321 

horsepower required, formula. . . 32 

of hot water 2 

unit, selection of 138 

Purification of feed-water by open 

heater 224 

Purifier, feed-water heater as 238 

live-steam, for feed-water 248 

R 

Radiation, cooling by 320 

Radojet, Wheeler two-stage air 

pump, illustration 308 

Rain type, Wheeler low-level jet con- 
denser 204 

Rayne's formula for computing pipe 

length required for bend . . . 378 

Receiver and pump, combined 202 

Receiver-separator, Cochrane hori- 
zontal, illustration 387 

definition 387 

Reciprocating engine condenser prac- 
tice 285 

pipe size for, formula 375 

pumps, compared to centrifugal 

pumps 134 

compound condensing, duty 
and steam consumption, 

table 72 

dut^ and steam consump- 
tion, table 72 

displacement of 10 

formulas 34 

indicated efficiency, formula. . 26 
mechanical efficiency, defini- 
tion, formula 30 

net suction-lift, definition .... 2 

principle of, illustration 40 

simple, duty and steam con- 
sumption, table 71 

Recooling, atmospheric, of conden- 
sing water 320 

condensing water, methods. 320-361 



Paob 
Recooling, effected in cooling tower, 
per cent resulting from evap- 
oration 352 

in spray fountains conditions 

affecting 344 

system, devices for bringing air 

and water into contact 337 

Relative humidity, definition 332 

effect on recooling 345 

Resistance due to water friction 

to steam flow in piping system 

decreased by pipe bends. . . 360 

Return trap 202 

boiler-feeding 203 

definition 403 

or gravity apparatus for boiler- 
feed 171 

Reverse-current separator 380 

operating principle 380 

Rings, canvas packing for pump pis- 
ton 43 

metallic, packing for pumps .... 42 
snap; water-piston packed with, 

illustration * 30 

pipes 365 

steel pipe, spiral 366 

straight 366 

Rods and stems of pump, packing 

of 60 

steam-valve, duplex-pumps, 

illustration ^ 58 

piston, causes of scoring ....... 70 

Root, power-house, spray-fountains 

on 350 

Roof-space for spray cooling, illustra- 
tion 346 

Rotary pump, definition, illustra- 
tion 152 

Royal Technical School, Charlotten- 
burg, tests on heat transfer- 
ence coefficient 304 

S 

Safety valve, closed feed-water heater 247 

inspection in economizer 274 

Saving bv substituting electrically- 
driven for steam-driven feed 

pump 187 

due to feed-water heating com- 
puted graphically 213 

monetarsr, resulting from pre- 
heating feed-water with ex- 
haust steam 213 

power due to condenser, for- 
mula 281 

Scale forming in economizers . 250 

inside boiler from impurities. . . . 207 

Scale-forming impurities 248 

Schutte and Kocrting Company, 

spray-nozzle capacities table 348 
table of spray-fountain data. ... 340 
double sprajring system, dia- 
gram 338 

straight-tube closed heater 240 

cooling guarantees 347* 

Scraper, economizer-tube 257 

tube, power expended 258 

Screens for mixing chamber 352 

Sealing surfaces, fit between 110 

Seats of metal-disc pump- valves .... 45 

Sediment in economizer-tubes 250 

Sellers' injector, self-adjusting num- 
ber 8, performance, graph 164 

Restarting Injector '. 165 

Separating-plate, Bundy steam sepa- 
rator, illustration 304 
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Separation efficiency and velocity of 

steam flow graph 397 

exhaust-steam, economy 388 

in vacuum, how facilitated . . . 398 

purposes 388 

live-steam, economy 386 

purposes of 385 

maximum efficiency attainable. . 395 

Separator, absorption 389 

and appurtenances for efficiency 

test, illustration 397 

Austin reverse-current live- 
steam, illustration 390 

centrifugal 389 

o^rating principle 390 

efficiency affected by velocity of 

steam-current 396 

exhaust-steam, definition 388 

Loew absor]3tion 395 

proper location for 399 

selection of 400 

Sidiron 389 
oppes reverse-current exhaust- 

ste&m, illustration 390 

Harrison Safety Boiler Works 387 

impact or baffle-plate 389 

live- and exhaust-steam. . . . 385-401 
in engine piping, illustration. . 385 
live-eteam, Austin baffle-plate 

an^le, illustration 391 

definition 385 

drained automatically 400 

efficiencies table 396 

efficiency of, formula 397 

on basis of steam quality, 

formula 398 

hif h-pressure steam trap for, 

illustration 405 

operation and structure 387 

proper location for 399 

selection of 400 

storage capacity 387 

Stratton centrifugal horizon- 
tal, illustration 391 

with large well 387 

location, selection affected by. . . 400 

mesh 389 

oil, cost 401 

for feed- water 227 

of feed-water heater, illustra- 
tion 225 

receiver-, definition 387 

excessive primin prevented by 388 
pressure drop prevented by . . . 388 

steam-storage capacity 388 

vibration prevented by 388 

reverse-current 389 

operating principle 389 

steam, Bundy gridiron, illustra- 
tion 394 

classification 389 

cost 401 

functions of corrugated sur- 
faces 393 

Masher horizontal centrifu- 
gal, illustration 391 

physical phenomena involved 389 

size 400 

Swartwout centrifugal, illus- 
tration 391 

Sweet vertical, illustra- 
tion 393 

with glass water-gages 401 

vacuum trap for draining 404 

Welderon reverse-current re- 
ceiver-, illustration 390 

well, function 387 
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Setting, economizer, leakage of air 

into 260 

inspection in economizer 274 

Sewage, centrifugal pumps for 

moving. 151 

fumping plants, pumps for. .... 135 
size required for open feed- 
water heater 234 

Side-suction pump 1 14 

Side-thrust in centrifugal pump 114 

Simplex double-acting pumps, appli- 
cation 95 

pump, air-chamber for 50 

as vacuum- and air-pumps ... 65 
compared with duplex-pumps 64 
single-acting, rates of suction 

and discharge, graph 00 

steam-valve 55 

Single header system for steam 

piping 371 

Single-suction pump 1 14 

Siphon jet condenser 289 

Sling psychrometer to determine 

relative humidity 332 

Slip, pump, definition, explanation . . 21 
relation to high piston- 
speed .• • • • 21 

Smallwooo, Julian, "Mechanical 

Laboratory Methods " 161 

Snifter for air-chamber of pump, illus- 
tration 60 

Speed variation, motor-driven cen- 
trifugal pumps 151 

Spray cooling and condenser-outfits, 

performance guarantees. . . . 347 
constant, proper value, pre- 
determination 347 

effect on condensing water . . . 329 
roof space for, illustration .... 346 
fountain, conditions affecting re- 
cooling 344 

in connection with cooling 

ponds 343 

installations, table of related 

data 349 

nozzles, size and number 348 

spacing 348 

on power house roof. . . .^ 350 

ponds, ground-area required. . 350 
power required to operate. . . . 350 

nozzle. Badger 344 

capacities, table 348 

impact. Cooling Tower Com- 
pany 345 

installation, temperature re- 
duction effected by, formula 347 

tests, graph 346 

pond for artificial cooling 318 

with Cooling Tower Com- 
pany's impact nozzles. . . 343 
Springs, pump discharge valves, pres- 
sure to overcome reaction, 

as a hydraulic loss 27 

Stand-by pump, direct-actinp; 192 

Stand oipe, column of water in a. . . . 3 

illustration 4 

Stands, floor, for steam piping 380 

Static head of fluid column, definition . 3 
Steam and oil separators, Direct 
Separator Company, on 

separator economy 387 

at injector overflow 170 

automatic exhaust, heat balance 181 
boilers, apparatus for feeding 

water 171 

condensation rate in uncovered 

pipe lines, table 412 
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Steam, condensed by open feed-water 

heater, formula 231 

condenser, see also Condenser 

steam 277-327 

condensing water for 329 

consumption, duty of pump on 

basis of, formula 33 

power plant feed-water re- 
quirements based on 196 

relation to condenser vacuum 286 
with condensing and non-con- 
densing operation 280 

(»*ank-and-ny- wheel pumps 79 

end, pump, warmed up 70 

energy conserved by separation. 386 
exhaust, see also Exhaust steam. 
energy in, non condensing 

plant 207 

heat in 209 

main piping, average pressure- 
drop 376 

separating for heating ssrstem 388 

separators 385-401 

from boiler, moisture in 385 

heat abstracted from by cooling 
water in surface condenser, 

formula 302 

heating, low-pressure 180 

how saved by condenser 279 

in condensing plant, useful for 

feed-water neating 230 

line tapping for injector 166 

live, separators 385-401 

low pressure, table of prop- 
erties 301 

main, floor stand supporting 380 

pressure-drop allowed in prac- 
tice 370 

suspending and counterbal- 
ancing expansion loops 380 

wall-bracket supporting; 380 

net thermal value diminished by 

moisture 386 

noszle of injector 156 

pipe size necessary to deliver at 

given rate, formula 375 

Steam piping, see also Piping, 

steam 363-383 

of power plants 363-383 

power plant, grades of pipe for, 

table 368 

pumps, advantages and disad- 
vantages, table 180 

allowable velocity in water- 
piping 40 

direct-acting 39-73 

classification 41, 53 

for boiler-feed service, selec- 
tion of 65 

hydraulic pressure, illus- 
tration 45 

outside center-packed, illustra- 
tion 20 

reciprocating double-acting. . . 39 
vacuum-chamber connected 

to, illustration 52 

valve-etem lost-motion, func- 
tion of 58 

with outside end-packed 
plungers, water end, illustra- 
tion 20 

quality, efficiency of live-steam 

separator based on 398 

saturated or superheated, pres- 
sure-drop, pipe sises and 

capacities for, graph 374 

saving due to condenser, graph . 282 
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Steam separators, see also Separators, 

sUam 385-401 

cost 401 

supplied by boiler plant, methods 

of distributing 371 

useful in feed-water heating, 

non-condensing plant 230 

volume required for discharge of 

return trap 406 

water in, turbines damaged by 386 
wet, effect on engine cylinder 

lubrication 386 

loss of turbine efficiency due 

to 387 

reasons for separating 386 

Steam-bound, pumps becoming 4 

Steam-current velocity through sep- 
arator, efficiency affected 

by 396 

Steam-flow in piping system, resist- 
ance decreased by pipe- 
bends 369 

pulsating, causing vibration in 

steam piping 379 

velocity and separation efficiency 

graph 397 

velocities in practice 375 

Steam-gage pressure to balance 
water-gage pressure, for- 
mula 36 

Steam-loop, Holly, for draining hi^h- 

pressure piping, illustration 382 
Steam-piston diameter, requisite, 
direct-acting steam pump, 

formula 23 

Steam-storage capacity, receiver 

separator 388 

Steam-temperature fluctuations, 

shielding glass water-gages 

from 401 

Steam traps, see also Traps, 

steam 403-413 

"Bulletin" G, Elliott Company, 

condensation rates, table 412 

"Catechism, Swendeman's," ca- 
pacities and dimensions, 

table 411 

compared to pumps for boiler 

feeding 205 

separator drained by 400 

Steam-valve, adjustment of, duplex- 
pump 57 

of duplex-pump 55 

rod, duplex-pump, requisite 

length 57 

Steel, cast, for steam piping 363 

mild, for steam piping 363 

pipe and wrought iron, working 

pressures, data 367 

trade meaning 367 

Stems and rods of pumps, packing 

of 69 

steam-valve, duplex-pumps, 

illustration 58 

pump-valve, causes of scoring 70 

Stilwell feed-water heater 217 

through-type feed-water heater, 

piping arrangenien 223 

Soot, methods of removing from 

economiser-tubcs 257 

Soot-blower, economizer 258 

Soot-blowing system, steam-con- 
sumption of 258 

Soot-pit, insffection in economizer. . . 274 

Soot-scraper, illustration 258 

inspection in economizer 274 

Storage of feed-water in open heater 225 
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Strainer, foot-valve with, illustra- 
tion 142 

in circulating water suction 

pipe 313 

in trap-inlet connections, func- 
tion 412 

injector suction-pipe 168 

pump suction-pipe, illustra- 
tion 6 

Strains, avoided by preheating 173 

Stratton centrifugal horisontal live- 
steam separator, illustra- 
tion 391 

Stresses, boiler, diminished by use of 

economiser 272 

Striking-points equally spaced, illus- 
tration 02 

Stroke, length in inches, formula 

for 35 

Strokes per minute, formula for 36 

Stuffing-box, condenser, index to 

condition 103 

Stuffing-boxes of centrifugal pumps, 

packing 151 

Sturtevant, B. F. Company, econ- 
omizer draft fans 262 

functions, diagram 251 

ecdnomiser, header and tube 

construction 256 

Suction-lift, net, of reciprocating 

pump, definition 2 

of centrifugal pump 139 

how measured 8 

of pump at various altitudes, 

table 2 

of the water 7 

practical maximum 1 

pump with low, priming 149 

Suction une, enlarged, connected to 

centrifugal pump *. 143 

imperfectly laid, illustration. . 8 
independent, centrifugal 

fmmps 142 
e, pump, pressure in, illus- 
tration 40 

pipe of pump, sizes for, formula 18 
pump, funneled end, illustra- 
tion 6 

rate of, crank-action pump, 

graph 91 

Suction-supply, distant 9 

Suction well for pump supply 9 

illustration 8 

Sump for single centrifugal pump . . . 143 
Surface condenser, see also Condenser, 

surface 289 

coefficients of heat transfer- 
ence, table 304 

feed-water used repeatedly . . . 288 
heat abstracted from steam by 

cooling water formula 302 

tubes and tube-sheets 302 

Surface condensing plant location of 

separator 399 

corrugated, in steam separator, 

functions 393 

external, and internal, inspection 

in economizer 274 

water-cooling, required in surface 

condenser, formula 303 

Swartwout centrifugal steam sepa- 
rator, illustration 391 

Sweating economizer-tubes 257 

Sweet mesh, exhaust-head, 'illustra- 
tion 399 

vertical steam separator, illus- 
tration 393 
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Swendeman's, "A Steam-Trap Cate- 
chism," capacities and di- 
mensions table 411 

Symbols, list xii 

Synchronous-motor-driven centrifu- 
gal pumps, power-factor- 
correcting 132 

T 

Tee, plugged, f<Nr sharp turn in pump 

piping 6 

Temperature, breaking, of injector. . 164 
'drop" in surface condensers, 

definition 304 

effect on pump intake pressures, 

graph 2 

of atmospheric air, how deter- 
mined 332 

of water, effect on pump suction 1 
reduction effected by sprav- 

nozzle installation formula 347 
average, effected by cooling 

tower in summer 356 

wet and dry-bulb, table 331 

Temperature-difference for boiler 

heating-surface 268 

least, for economizer heating- 
surface 269 

wet- and dry-bulb, relative* 
humidities corresponding to, 

table 335 

Terminal difference, definition 320 

jet condenser 320 

Terry Steam Turbine Company, 

pump test 136 

Testing centrifugal pump, illustration 

and formulas 123 

Tests, pump, hydrauUc losses 27 

Thermometer, dnr-bulb 332 

economiser ntted with 259 

wet-bulb 332 

Thrust-bearing for vertical sub- 
merged centrifugal pump 152 
Goulds Manufacturing Com- 
pany 121 

Tile-tubing for mixing chamber 352 

Tilting or dumping steam trap, 

counterweighted 406 

Total efficiency of pump, definition, 

formula 30 

Tower, cooling, see also Coaling 

tower 339-361 

Burhorn metallic 330 

condensing water cooled by 329 
Trap, ball-float, valve-operating 

mechanism, illustration 407 

Bundy, illustration 203 

continuous-discharge 405 

discliarge pipes, check-valves 

.in 413 

draining discharfie pipes 412 

expansion, location 410 

inlet connections, stoainers in, 

function 412 

intermittent-discharge 405 

return 202 

coal saving effected by 408 

operating principle 405 

volume of steam required for 

discharge 406 

steam 403-413 

capacity 410 

care pi 413 

classification according to dis- 
charge 405 

to operation 403 
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Trap, steam, compared to pumps for 

boiler feeding 205 

definition 403 

dimensions and capacities, 

table 411 

expansion, for feed-water 

neater 405 

external by-pass 412 

for heating coils 409 

for live steam separators, illus- 
tration 405 

high- or low-pressure, location 

for 409 

Kieley expansion, illustration. 404 
methods of detecting leaks. . . 413 

non-return, economy 408 

piping 412 

return and non-return 403 

economy 407 

proper location for 408 

temperature-operated, limita- 
tions 409 

vacuum, for draining; separator 404 
vent-pipe connectmg with 

apparatus drained 413 

Trapping-sheet ^ in steam separator 393 
Tray area required, open feea-water 

heater 232 

Trasrs, perforated, for mixing 

Chamber . . . ^ 352 

Triplex double-acting pumps, appli- 
cation 96 

single-acting power pumps, 

application 96 

Tubes and tube-sheets, surface 

condenser 302 

condenser, fouling of, result. ... 315 
economizer, scale and sediment 

in 259 

in closed feed-water heater 240 

surface-condenser, replacement 325 
Tube-cleaner, Worthington hvdraulic 324 
Tube-cleaning equipment, built-in, 

surface condenser 324 

Tube-sheets, surface condenser 302 

Tube-surface required in surface con- 
denser, formula 303 

Tube-surfaces, economiser, cleanli- 
ness 257 

Tuck piston-packing, illustration. ... 43 

Turbine condenser practice 280 

vacuum for 285 

damage due to water in steam . . 386 
for centrifugal pump, water 

rate 193 

pumps, definition 109 

steam, as pump drive, condens- 
ing 133 

driving centrifugal pump 133 

with high-vacuum jet con- 
denser 305 

Turbo-generator, Westinghouse- 
LeBlano surface condenser 
with 311 
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Uniflow-engine condenser practice. . . 286 

Underwriters, fire-insurance, pumps 

required by 66 

Underwriters' fire-pump, illustra- 
tion 59 

Unit system main steam piping, 

illustration 373 

Unit-grou^ arrangement for steam 

piping 372 
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V 

Vacuum augmenter. Parsons, illus- 
tration 307 

condenser, loss while running. . . 313 
relation to steam consump- 
tion 286 

conversion inches of mercury to 

pounds per square inch .... 29 
corresponding to condenser tem- 
perature 315 

exhaust-steam separation in, how 

facilitated 398 

gage, illustration 284 

high, with piston pumps, how 

secured 310 

in jet condenser, how restored. . 314 
most profitable, in condenser . . . 285 
partial, in condenser, increased 

engine economy 277 

Vacuum-chamber connected to 

steam-pump, illustration 52 
height of water in, illustration . . 52 

in pumps, function of 51 

special, illustration 52 

Vacuum-pumpj simplex pump as. . . . 65 
Vaile-Kimcs single-acting deep-well 

pump 94 

Valve arranged above pump-barrel, 

illustration 47 

back-pressure, feed-water heater 220 
decks, securing pump valve seats 

in 46 

direct-acting simplex steam- 
pump, illustration 56 

discharge, cIosckI, centrifugal 

pump run with : . . 149 

effect of tightness on pump 

suction 1 

exhaust-relief, back-pressure, in 

water piping. 246 

fiat disc, area of opening 49 

fiat-faced bronse poppet 47 

wing poppet, illustration 46 

flat-seated pump, illustration ... 44 
foot, with strainer, illustration . . 142 
f rictional resistance in pump due 

to 14 

table 15 

to water-flow through 14 

gate or check, in pump discharge 

line 67 

pressure-drop produced by . . . 377 
globe, in steam pipes, pressure- 
drop due to, formula 377 

in piping, friction due to flow 

tnrough 6 

inside-operated, simplex steam- 
pump, illustration 56 

leakage, failure to catch water. . 67 
leaky, in steam boiler-feed 

pumps 192 

of honsontal double-acting 
suction-pumps, arrange- 
ment 47 

of power-plant pumps 43 

pump, see also rumv-valvti . . . 43-47 
discharge, pressure to over- 
come reaction of springs, as 

a hydraulic loss 27 

friction in 6 

rubber, for low pressure 46 

seat of governor 202 

. uneven wear in 68 

side by side above pump-barrel, 

illustration 48 

steam, of simplex-pumps 55 
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Valve, steam-pump, wear causing lost 

motion 68 

steam-thrown 55 

suction, air below, effect on 

pump 66 

uneven wear in 68 

water-relief, on constant-speed 

feed pump •.•/*' ^^^ 

Valve-discs, ruboer composition, 

hardness 45 

Valve-operating mechanism of Ameri- 
can ball-float steam trap, 

illustration 407 

Valve-orifice of steam trap, area .... 408 

Valve-stem l«st-motion, correct 62 

in steam-pumps, function of . . 58 
slow-running duplex-pumps 63 

of governor, packing 201 

pump, incorrect adjustment as 

source of loss 61 

rigid, connection in duplex- 

Sump 63 
usion 109 

guide 109 

Vapor pressure of saturated water 

vapor, graph 336 

water, m air, weight, how deter- 
mined 336 

pressure in air, how deter- 
mined 336 

Velocity, allowable in water-piping of 

direct-acting steam pump . . 40 

steam-flow, in practice 375 

head, definition 4 

why neglected 5 

of freely falling body, formulas 105 
of' periphery and r.p.m. of 

impeller, formula 108 

current through separator, effi- 
ciency effected by 396 

flow and separation efficiency 

graph 397 

in separator selection 400 

of water in cast-iron pipe, table 

of 12 

in pipes, table of 10 

pressure producing in a pipe. ... 5 
through reciprocating pump dis- 
charge pipe, formula 24 

Vent-pipe connecting high-pressure 
trap with apparatus 

drained 413 

induction heater 240 

Vertical pump, aligning motor with 122 

bearings in 121 

Vessel, head due to pressure in 8 

Vibration in steam piping due to 

pulsating steam-flow 379 

pipe, devices to prevent trans- 
mission, illustration 379 

prevented by receiver-separator 388 
Voltage, steady, electrically-driven 

centrifugal pumps 151 

Volume of water and friction head in 

centrifugal pump 130 

swept by pump piston, illustra- 
tion 19 

Volumetric efficiency of pump, defini- 
tion, formula 22 

relation to pump-slip 22 

Volute pumps, definition 109 

Vulcan soot blower 258 

W 

Wainwright closed feed-water heater, 

copper corrugated tube .... 240 



Page 
Washers, cup, for deep-well pump- 
plungers 98 

Waste-valve of injector 157 

Water and air, power to remove from 

condenser 284 

apparatus for feeding steam 

boilers 171 

area of in cylinder, formula 

for 35 

bad, effect in jet condenser 319 

on surface condenser 319 

column of, converting to unit 

pressure, formula 4 

condensing, see also Condensing 
water. 

recooling methods 329-361 

cooling, character, guantitv and 
source factors in condenser 

selection 318 

cost of handling 320 

devices for bringing into contact 

with air in recooling system 337 
discharged from jet condenser, 

temperature 300 

heads, high, effect on condenser 

water requirement ........ 322 

height raised by pump suction . . 1 

hot, pumping. 2 

"make-up," cooling effect 342 

definition 356 

passage through suction pipe 
and pump, as a hydraulic 

loss 27 

pounds pumped per pound of 

steam 162 

pumped per pound of steam 
decreases with steam pres- 
sure 164 

quantity of, delivered by cen- 
trifugal pump 107 

raised to neight 112 

ratio to steam, jet and surface 

condensers 321 

relative flow in economizer 265 

slugs, dangers 386 

vapor in air, weight, how deter- 
mined 336 

pressure in air, how deter- 
mined 336 

saturated, pressure graph. ... 336 
weight of, in one cubic foot of 

air, graph 336 

Water-cooling in surface condenser. . 290 
surface required in surface 

condenser, formula 303 

Water-end, crank-action pumps 80 

of direct-acting steam pump, 

illustration 39 

Water-gage, glass, on steam separator 401 
pressure to balance steam-gage 

pressure, formula 36 

Water-horse-power developed by 

Jmmp, formula 25 
icated; definition formula . . 29 
Water-loss, cooling tower, per cent . . 357 
greater in open than in closed 

cooling tower 355 

Water-piston, packed with snap rings, 

illustration 39 

packing 42 

Water-relief valve on constant-speed 

feed pump 201 

Wearing rings 115 

illustration 116 

Welderon reverse-current receiver^ 

separator, illustration 300 

Well, deep-well pump for 84 
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Well, driven, centrifugal pump 144 

or sump for single centrifugal 

pump 143 

suction, illustration 8 

Westinghouse-LcBianc surface con- 
denser 311 

turbine with, illustration. . . 306 

Wheeler cooling tower 351 

dry-vacuum pump 310 

ram type low-level jet con- 
denser 294 

two-stage "Radojet" air-pump, 

illustration 308 

Wheeler-Balcke natural draft 

cooling tower 353 

Wheeler-Edwards condensate and air 

pump 309 

Whitlock closed heater, manifold. ... 241 

Wind velocities, table 331 

Wind-break around spray fountain . . 350 

Wing-valvee in high-pressure pumps 45 

Work, actual, of pump, definition ... 24 

gained by condensing operation, 

diagram 280 
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Work, net, of pump, definition, for- 
mula 24 

of pump in horse-power 25 

Working pressures, wrought iron and 

steel pipe, data 367 

Worthington Company, forced draft 
cooling tower with surface 

condenser 354 

cooling tower, illustration 339 

mixing chamber 352 

forced draft, cooling tower 353 

hydraulic tube-cleanor 324 

independent jet condenser, illus- 
tration 290 

Worthington Pump and Machinery 
Corporation, centrifugal 

pump 110 

thrust bearing 121 

standard condenser-tube gland 302 
Wright baffle-plate exhaust-head, 

illustration 399 

Wrought iron and steel pipe, working 

pressures, data 367 

pipe, trade meaning 367 
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